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PREFACE. 



A FEATURE of The Sanitary Engineer is its replies to ques- 
tions on topics that come within its scope, included in which are 
Water-Supply, Sewerage, Sewage Disposal, Ventilation, Heating, 
Lighting, House- Drainage, and Plumbing. 

Repeated inquiries concerning matters often explained in its 
columns suggested the desirability of putting in a convenient form for 
reference a selection from its pages of questions and comments on 
various problems met with in house-drainage and plumbing, improper 
work being illustrated and explained as well as correct methods. 

It is therefore hoped that this book will be useful to those 
interested in this branch of sanitary engineering. 
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DANGEROUS BLUNDERS IN PLUMBING. 



RUNNING VENT-PIPES IN IMPROPER PLACES — CONNECTING SOIL-PIPES 
WITH CHIMNEY-FLUES — BY-PASSES IN TRAP-VENTILATION, ETC. 

So MANY examples of curiously outrageous plumbing have come, 
in one way and another, to our notice, that we have decided to publish 
some extracts from our collection. The drawings show so plainly at 
a glance what is wrong, to one who knows something of plumbing, 
that comment would be unnecessary, except that many of our readers, 
not being plumbers, nor well posted in such matters, may want us to 
point out wherein the work is so bad. 

A certain class of defects of very serious character, generally pro- 
duced by an anxiety to do good work, without considering the relation 

several fixtures bear 
to each other, has 
been brought to 
light by the New 
York City Board of 
Health, under the 
name "by -passes." 
That is, when the 
waste-pipes of sev- 
eral fixtures are so 
connected that they 
have a trap common 
to more than one of the fixtures, the attempt to ventilate the traps 
may produce an open path around some other trap into a room. 
Figure i, showing this defect, was a country job. The arrows 
indicate plainly enough that it was decidedly wrong, for study of the 
cut will show that both fixtures have a common trap — ^that, namely, in 
the course of the waste-pipe, which was intended to protect the bath. 
But by bringing the waste-pipe from the basin into the inside or house 
side of this trap, it followed when the traps were ventilated that an open 
course was made by way of the vent-pipe connecting the two traps, and 




Figure z. 
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then by the waste-pipe of the basin, around the trap which was sup- 
posed to cut the bath oflF from the drain, and the foul air in the house- 
waste system entered the bath-room through the outlet of the bath. 

Figure 2 looks much like Figure i, but is more stupid. It will be 
seen that there are no traps under any fixture except the water-closet, 
but the inventor of this system put a cowl on top of the soil-pipe, 
expecting to have an up-current always, and then connected the over- 
flows of his basin and bath with a pipe leading to his soil-pipe, clearly 
supposing that he would always draw air in at the overflows, thus both 
preventing the escape of foul air at those openings and partially venti- 
lating the room. But he forgot that no such constant upward current 
in the soil-pipe could be relied on, and when it failed the overflows 
became inlets for the foul air of the soil-pipe. 




Figure a. 

In Figure 3 A and B represent the plumbing system in a New York 
building, where the value of traps was neutralized by attempting to use 
the trap-vent of one fixture as the ventilating-pipe of another fixture. 
B shows how this was done in the case of basins and urinals ; A in the 
case of water-closet and urinal. In B a vent-pipe from the traps of 
several basins passed behind a row of urinals. The hood of each was 
connected with the trap-vent of the basins, which entered the soil-pipe. 
Of course an open way was thus provided for foul air through the 
urinal-hood. 

In A the urinal was connected with the trap-vent of a water-closet, 
and the same mischief was done. 

Mr. L. M. Hooper, one of the inspectors of the New York City 
Board of Health, has furnished additional examples of by-passes, as 
shown in Figures 4, 5, and 6. He explains them as follows : 

"It seems hardly necessary to point out the objections to 'by- 
passes ' from a sanitary point of view, when it is stated that a * by-pass * 
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is an arrangement of traps and air-pipes by which sewer-air passes 
around the trap and so out into the building, thus practically making of 
no avail the many other precautionary measures, such as tight joints, 
etc., taken to prevent its entrance into the dwellings. One simple rule, 
if followed, will prevent a by-pass of the ordinary type. Water should 
never pass through more than one trap in reaching the house-drain. 




Jl^-^^gyV" 



FiGUKB 3. 

If water after passing through the trap of its own fixture then passes 
through the trap of another fixture, and both traps are ventilated, there 
is sure to be a by-pass. One style of by-pass is shown by Figure 4. 
Here the water from the basin, in reaching the house-drain, passes 
through three traps, and the result is a double by-pass — one around 
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the bath-trap and one around the water-closet trap. As a rule, there 
will be as many by-passes less one as there are traps through which 

one discharge has to 

L 



pass in reaching the 
house-drain. If Fig- 
ure 6 be examined 
closely it will be seen 
that the water from 
basin 2 does not pass 
completely through 
the trap of basin i, but 
'^'''''""*- enters it just below 

the seal. In this case the danger is not so imminent as in the others ; 

that is, the water, to make a complete by-pass, must pass entirely 

through the second 

trap. If it only 

passes half through 

— t, e.y enters it at 

its lowest point — 

the arrangement is 

not so dangerous. 

The greatest care 

should be exercised 

in overhauling old 

work. It is very 

common to hear the 




Lb==! 
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advice given, 'Well, trap that basin and ventilate it' In nine cases 
out of ten it is the worst thing that could be done if nothing more is 

done. In almost every case in 
old work when the fixture is not 
already trapped, and often when, 
it is, the trap of some other fix- 
ture will, upon examination, be 
found to act for it. The writer 
has one case in mind in which 
one water-closet trap answered 
for eight fixtures. A trap or vent- 
pipe should never be ordered for 
any fixture in an old house, with- 
out first tracing the branch waste-pipe and seeing that it does not 
connect with the trap of any fixture." 




FlGUSX 6. 
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A correspondent sends us a letter containing other illustrations of 
* by-passes." He writes as follows : 



Sat// Tub 




FlGURB 7. 

" My attention has been drawn to some illustrations of defective 
plumbing, recalling to my mind several jobs of similar condition 
which I have seen while at work in build- 
ings in this city. It is possible, however, that 
you have had illustrations of exactly the 
same defects as I now inclose you sketches of. 
In Figure 7 the original job had been done 
with but one trap — i. ^., that of the water- 
closet. On overhauling it had been air-piped, 
and the two remaining fixtures trapped and 
left in condition you see. In Figure 8 the 
hopper is made with side-outlet a, and the 
vent is run from it to the roof, a trap- 
vent on the same story connecting with it." 

Figure 9, from a town in Virginia, is a 
very good example of the mischief of con- 
necting a bath-tub waste-pipe with the trap of 

a water-closet, for the evil was so manifest it could not be overlooked. 
The waste-pipe from the bath was itself untrapped, but connected with 




Figure 8. 



X 



^l/n-jr 7^a 




Figure 9. 

the heel of the trap under the closet. The pipe was so nearly level that 
at all times it was full of the nasty fluids of the water-closet, and a 
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discharge of the latter was pretty sure to throw part of this nasty matter 
up into the bath. It is a cardinal rule in plumbing that a bath and 
basin should always connect with the waste-system of the house sepa- 
rately from the water-closet, or at least that they should never connect 

with the trap of the closet, when 

their waste-pipes have to be 
nearly horizontal, as in almost 
every case they are. This illus- 
tration shows in an unusually 
forcible way the reasonableness 
of the rule. 

The method of doing work 
shown in Figure lo is an old 
acquaintance. This connecting 
of an overflow-pipe from a fix- 
ture to the waste-pipe in such 
a way as to make the trap of 
no use is forever turning up in different combinations. Sometimes, 
when it is not the overflow, it is a ventilating-pipe from the container 
of a closet, or some other pipe from a fixture which is perversely 
arranged to let in bad air. The wash-basin we show was found in a 
row of houses, whose plumbing . 
generally was miserably done, in a 
town in Massachusetts. There 
was no trap on the house-drain, 
and hence gases from the sewer as 
well as from house-drainage sys- 
tem had free inlet through the 
overflow of the basin, which was 
connected with its waste-pipe out- 
side of the trap-seal, as our illus- 
tration shows. Thus the trap 
was to all intents and purposes 
effectually done away with, and an 
open-pipe connection laid on to 
the sewer. 

In Figure ii, which should be 
compared with Figure 15, the workman tried to remove foul air from 
the casing around the water-closet with equal disregard of conse- 
quences. A short branch from the soil-pipe was carried through 
the casing and left open, with the idea that the up-draught in the 
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soil-pipe would draw the air from the casing into the pipe, but the usual 
result followed. The soil-pipe air frequently came out of the branch 
into the casing and room. 

Figure 12 shows what clumsiness did in a house on Second 
Avenue, in New York City. An old pan-closet, in a dark, unventilated 
central room, such 
as is common in 
many New York 
houses, had been 
filling the hall with 
a terrible odor for 
some time. Finally 
the owner of the 
house sent a 
plumber to fix it. 
The cause of the 
smells then became Ficurb la. 

plain enough. 

Under the closet was a safe, and from this safe led a waste-pipe into 
the heel of the water-closet trap. The level of the safe was but little 
above the top of the trap, which had been partially clogged up by 
things thrown into the closet. The result was that every time the 
handle of the closet was pulled, the discharge from the pan caused a 
jet of filth to shoot up from the trap through the safe-waste into the 
safe. This was practically illustrated by the plumber who was sent 
to make repairs, and it had gone on until the safe had filled, over- 
flowed onto the floor, and leaked down between the floor-beams. The 
whole space inside the closet-casing was a wet mass of nastiness, which 
had filled the upper floors of the house with foul smells for several 
weeks. Yet this so-called plumber insisted that the work in this house 
was a good job ! 

Figure 13 shows an arrangement even worse than the former. In 
this case the waste-pipe from the safe under the water-closet was taken 
directly into the soil-pipe, completely neutralizing the trap under the 
water-closet, and giving an opening for the foul air in the soil-pipe 
to enter the space within the water-closet casing, not shown in the 
drawing, whence it would readily enter the water-closet room and 
spread through the house. 

Figure 14 was discovered by a well-known master plumber of New 
York City. It is drawn to represent the condition which he found 
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^hen called in to discover and remove the cause of foul smells which 
permeated a residence in the fashionable quarter. 

The house being built on a 
damp foundation, a drain to 
remove the ground-water had 
been put in, as shown by the 
dotted lines. This drain con- 
nected with the street-sewer 
directly without a trap, which, 
indeed, without some means 
of preserving its seal against 
evaporation, would have been 
of little use. The main line 
of drain not removing all 
the ground-water which col- 
lected in the ash-pit of the 
furnace, a branch drain was 
taken, without a trap, from it 
to the ash-pit. Mark the result. 
When the furnace was fired up 
in the autumn, a part of the air- 
supply was sucked, as by an 
air-pump, directly from the pub- 
lic sewer through the branch- 
drain, and these foul gases were 
distributed all over the house 
through the hot-air pipes. Un- 
fortunately, this, though per- 
haps the worst, is not an isolated 
case of a furnace taking its air- 
supply from a drain. 

Figure 15 is ingeniously bad. 
It was discovered by a journey- 
man plumber in the employ of 
one of . the prominent plumbers 
of New York. By some process 
of reasoning the workman who 
did it had come to the conclu- 
sion that he could make one and the same ventilating-hood serve for his 
soil-pipe and for his water-closet room. He arranged it as shown in the 
drawing. From the top of the soil-pipe he took a vent-pipe to the 
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under part of a ventilating-hood. This hood was open at the bottom 
to ventilate the room, and consequently there was produced a very good 
means of bringing the soil-pipe air first into the hood and then into the 
room, as the arrows indicate. 
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Figure i6 shows how a dangerous condition was produced in a Phil- 
adelphia house by a somewhat different combination of causes. A 
tile-drain below the cellar-floor was broken and had imperfect joints* 
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Then into this drain was brought a galvanized-iron rain-leader from an 
extension. The joint where the leader entered a hub on the drain was 
imperfect ; the leader itself was not tight, and was carried down between 
the wall and the studding, so that any foul air which passed into the 
leader from the drain found exit into the space behind the studding, 
and without much difficulty entered the house. At the same time the 
foul air of the drain was drawn "from the imperfect joints and cracks 

into the heater as a part of its air- 
supply, and so sent over the house. 
Another clumsy feature about this 
job was the connecting of two wash- 
basins on upper floors with their 
waste-pipe without traps. The only 
trap between the basins and the 
drain was placed near the foot of 
the waste-pipe. Such an arrange 
ment, of course, gave free access 
into the room of any smells from 
a long and dirty stretch of pipe, 
extending from the highest basin 
to the cellar, and having no trap 
to cut it off from the house. 

In attempting to secure the 
ventilation of a water-closet room 
an economically inclined workman 
produced the condition shown in 
Figure 17. The soil-pipe running 
up above the roof with open end^ 
it was plainly inferred that if the 
room was connected with it the 
room itself would be ventilated by 
reason of an up-draught, which 
was supposed to always exist in 
the soil-pipe. Accordingly a ven- 
tilating opening was made in the 
ceiling of the water-closet room, and a ventilating connection put 
between this opening and the soil-pipe. The result was, of course, 
that very often the currents of air in the soil-pipe were downward, 
and its foul air and smells passed into the room. 

Figure 18 may be taken as a tjrpe of what has unfortunately been 
a common error. It is undoubtedly a good thing to ventilate the 
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containers of pan-closets, if that is properly done, and that form of 
closet is used, but the container must then be connected with an inde- 
pendent flue or a pipe having no connection with the drainage sys- 
tem. Nevertheless, so- 
called plumbers take 
the " short-cut " meth- 
od, and connect the 
container with the soil- 
pipe direct, or with the 
trap - ventilating pipe, 
which is equally bad, 
and so, of course, do 
away with the protec- 
tion afforded by the 
trap of the water-closet ; 
for the container vent- 
pipe offers a direct 
path for the soil-pipe 
air into the container, 
and there is no efficient 
protection to prevent 
its passage from the 
container into the 
house. This is the case with the work shown in the cut, where, it 
will be seer, a vent-pipe from the container of the water-closet con- 
nects directly with the soil-pipe. 

Figure 19 contains its own explanation so clearly on its face that 
a definition is hardly 
necessary. One of 
the tubs of a set of 
wash-trays was con- 
nected into the top 
^f the trap^ which was 
common to all three. 
Of course, such a 
connection being 
outside of the trap- 
seal, an open course 
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was provided for the bad air from the drains into the kitchen by way 
of this tub. 
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Figure 20 shows a 
case wh^re the soil- 
pipe terminated in a 
dead -en a;, and a 
branch-vent had 
been carried from it 
into a chimney-flue. 
It afterward proved 
that on this same 
flue was the fire- 
place of a lower 
room, and the re- 
sult was that, the 
flue being seldom 
heated, foul odors 
poured from the 
drainage system out 
of the fire-place in 
such strength as to 
make the room un- 
inhabitable. The job 
in which this oc- 
curred was in many 
respects a bad one, 
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but this feature was 
perhaps the most 
striking about it, 
and was a very good 
illustration of the 
whole class of work 
of this kind. 

Figure 2 1 is an il- 
lustration of a part 
of the plumbing in a 
tenement-house. It 
will be seen that 
there is no trap be- 
tween the house and 
the sewer ; that the 
chimney flue is relied 
on to act as an 
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efl&cient pump to always maintain a current from the sewer through the 
soil and waste pipes outivard^ and also to remove foul air from the 
hopper-closets which are connected with the same flue. The danger 
of the arrangement is apparent. Should the flue fail to draw for any 
reason, the connections with the hoppers serve as open roads for the 
passage of drain-air into the building around all traps, to say nothing 
of the possibility of escape of foul air through chimney-holes and fire- 
places. 

When the so-called plumber who did the job shown in Figure 22 
designed it, he planned a variation on the ordinary chimney-ventilating 

system, which had 
disastrous results. 
There was ready to 
his hand, near the 
foot of the vertical 
soil-pipe, a joint into 
which a waste from 
a sink had once been 
inserted. By con- 
necting a galvan- 
ized-iron pipe with 
this and with a 
chimney -flue he pro- 
posed to ventilate 
the plumbing-system 
of the house. The 
result, however, was 
that he converted 
the bottom of the 

FiGUitB aa. 

chimney into a cess- 
pool ; for when the water-closet was discharged a part of the contents 
passed through the perfectly horizontal ventilating-pipe into the chim- 
ney, and there the matter gradually accumulated, until at the time of 
inspection the flue was filled nearly up to the vent-pipe. Yet the owner 
of this house, even when the state of things was shown to him, could 
not be convinced that the rational system of plumbing proposed as a 
substitute was necessary, and may have gone on using his chimney for 
a cesspool to the present time. 

Figure 23 shows a system of plumbing which was recently discov- 
ered in a row of houses in the vicinity of Boston, Mass. It forcibly 
illustrates the saying, "A little knowledge is a dangerous thing." 
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We wish to direct the reader's attention first to the 3-inch pipes 
above the upper water-closet. One of these, it will be seen, is the venti- 
lating-pipe from the soil-pipe ; the other is intended to remove bad air 
from the casing of the water-closet. Both terminate in a chimney-flue, 
and a few inches from each other. This flue was not heated. Of course 
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Figure 23. 

the intention of the professed plumber who did this is plain enough. 
He expected to have a current of air through his soil-pipe and through 
his closet ventilating-pipe outward and upward^ but it is almost a cer- 
tainty that in some conditions of the atmosphere and wind a down 
draught in the chimney would result in canying the foul air of the soil 
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pipe back through the closet-vent into the casing and the room. And 
if a fire or stove in or near the water-closet room were drawing in air to 
supply combustion, there would be danger that a part of that air would he 
drawn from the soil-pipe through the closet- vent. Such an arrangement,, 
as we have again and again oointed out, is unsafe and not to be 
tolerated. 

It will be noticed further, that from the 4-inch fresh-air pipe to the 
left a 3-inch pipe is taken to ventilate the space between the pan and 
trap of the lower water-closet. Now, should the end of this air-pipe 
which goes out of doors be stopped up temporarily by a fall of snow, a 
mischievous boy, or by any other cause (and such temporary stoppages 
of air-pipes are of frequent occurrence), then the water, paper, and faeces 
from the upper closet, while falling through the upper portion of the 
soil-pipe, will drive the air in the soil-pipe before it and through the 
4-inch air-pipe and 3-inch vent of the lower closet. The only obstacle 
to the passage of this air into the basement will be the shallow seal of 
the water-closet pan, which will break before either of the traps shown, 
in the lower part of the drawing. 

Finally, after a discharge from the upper water-closet has passed 
the 4-inch branch air-pipe, the air driven before it is compressed in the 
air-bound space between the two traps and the lower part of the soil- 
pipe, and the seal of one or the other trap will be probably forced. This 
would be prevented were there an air-inlet or foot-vent inside the trap 
at the lower right hand of the sketch. Indeed, this job shows at a glance 
one of the purposes of the foot-vent, while what has been said about the 
ventilating-pipe of the lower water-closet enforces once more the stand- 
ing rule, that if receivers of water-closets, or spaces generally between 
fixtures and their traps, are to be ventilated, the ventilating-pipe must 
not connect with the drainage-system. 



A CASE OF RECKLESS BOTCHING. 

Q, 1 WAS lately called to examine a house, the occupants of which- 
complained of bad smells, and in which I found one of the most expen- 
sive of the modern closets set, as in the accompanying sketch. The 
only ventilation to the soil-pipe was the i^-inch pipe D, which was 
branched out of the trap A, as shown. At B the waste-pipe from the 
basins was simply let into a hole cut in the iron pipe E, and an 
attempt was made to solder a joint at that point. You will also notice 
that the pipe C, which should extend independently out of doors, is 
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branched into the apology for a continuation of the soil-pipe. Is it not 
high time that some one should have authority to stop men who commit 
such folly from working at the plumbing business ? 

A. We understand that the man responsible for this work is now 
dead, so as there is no danger that he will ever commit any more similar 
blunders, we may briefly point out the most glaring defects in this piece 
of botching for the information of such of our readers who do not fully 
comprehend the 
sketch, (i) The soil- 
pipe should be car- 
ried through the roof, 
the pipe D being of 
little benefit. (2) 
The pipe C, intended 
as a vent for the 
space between the 
water in the trap A 
and that in the bowl, 
should be extended 
out of doors, unless 
a convenient hot-flue 
could be used for 
that purpose. When 
it is connected to the 
continuation of the 

waste-pipe, the benefits of the trap A are neutralized, and the drain-air 
is conveyed to the pot of the water-closet, and could gain an entrance 
to the house in the event of the water being out of the bowl. If the 
soil-pipe had been continued up through the house the two basins, 
which seem to have been located quite close to the water-closet, could 
have been drained into that pipe. Each of the traps should be ven- 
tilated, likewise the trap A under the water-closet. 

The defects pointed out above might be attributed to gross igno- 
rance, but the making of a connection of lead waste-pipe with iron 
soil-pipe in the manner described by our correspondent looks like 
reckless rascality. It is probably safe to say, what every plumber 
knows, that such a connection should have been into a Y-branch, with 
a brass or copper ferrule calked into it, on which the lead pipe should 
be properly soldered. 
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A STUPID MULTIPLICATION OF TRAPS. 
A CORRESPONDENT writcs a letter which may properly be inserted 
in this place. He says : 

<' I send you a sketch of some plumbing-work which came under my 
notice recently, as it was being overhauled. Originally the drum-trap 

(pot-trap) at kitchen- 
sink connected direct- 
ly by a 2-inch pipe with 
the 6-inch earthenware 
drain below the cellar- 
floor. The refrigera- 
tor-trap also c o a - 
nected to drain by a 
I J^ -inch pipe. Neither 
trap was ventilated. 
This latter was soon 
disconnected and 
made to discharge in 
an open pail, which 
was emptied every- 
day. Eventually the 
house-drain becoming 
clogged with grease, 
the plumber advised 
putting in a grease- 
trap. This sketch 
shows the result of 
his labor. Not only 
did he put a grease- 
trap (not ventilated) 
^'"""^ **• on the sink-waste, but 

also added a drum-trap to the refrigerator-waste and discharged it into 
the grease-trap. This job has just been overhauled, a 4-inch vent car- 
ried from grease-trap to roof, and an open tray put on the line of 
refrigerator- waste, so as to entirely disconnect it." 

The multiplication of traps with air-bound spaces between them 
here shown is a flagrant case of stupidity. No such duplication of 
traps should be allowed. The better way is to terminate the wastes 
that deliver into the greas6-trap above the water-line. 




PLUMBING BLUNDERS IN A GENTLEMAN'S COUNTRY 

HOUSE. 
It will be noticed that the man who did this work carried the vent- 
pipe A (Figure 26) into the continuation of the soil-pipe instead of 



Digitized by 



Google 



DANGEROUS BLUNDERS IN PLUMBINO. 



35 




FiGUKB 96. 



out of doors, thus virtually neutralizing the benefits which the water- 
closet trap was intended to afford. 

The ^-inch pipe B also affords direct communication between the 
soil-pipe at one 
end and the bath- 
overflow and inlet 
at the other, 
which, under less 
favorable condi- 
tions, might pro- 
duce serious re- 
sults. This is only 
another evidence 
of how gentlemen^ 
anxious and will- 
ing to pay for 
what is right in 
their plumbing 
arrangements, are 

the victims of ignorance and thoughtlessness. It also shows how much 
more important it is to have intelligent workmen than expensive appli- 
ances. 

Figure 27 illus- 
trates the correct man- 
ner of arranging the 
t|;aps and trap-ventila- 
tion. A reference to 
the previous sketch will 
indicate the points of 
difference. 

It will be noticed, 
first, that the vent-pipe 
A from the receiver of 
. the water-closet does 
not enter the soil-pipe, 
but leads independently 
to out of doors ; sec- 
ondly, the several traps are placed directly under the fixtures they are 
intended to serve. 

The bath-trap is a half-S one, with a trap-screw close to the end of 
the bath and above the lead safe, the vent being close to it. As the 
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least likely to get foul and offensive, we show a standing "overflow 
and waste ; " if this is considered in the way and troublesome, then the 
overflow from the bath should be run as indicated by the dotted lines. 
The vent-pipe B, with which the vents from the several traps communi- 
cate, can run independently through the roof ; but in this climate we 
should prefer to have it join the soil-pipe above, when any drainage 
enters the latter, the soil-pipe not being so likely to get closed by ice 
forming as the smaller pipe would be. The end of the soil-pipe should 
be without a bend or hood, as in this case there is no danger of articles 
being thrown down it. 

A TRAP MADE USELESS BY IMPROPER ADJUSTMENT 
OF INLET AND OUTLET PIPES. 
The accompanying drawing shows what was found in an up-town 
house in this city by a plumber who was called in to mend some leaky 

.pipes. The pipe from 
the basin is supposed to 
extend down into the 
"round" or "bottle" 
trap, as is indicated by 
the dotted lines. The 
overflow-pipe entered the 
trap above the water- 
line, at the same level as 
the outlet, as shown, and 
the plumber who discov- 
ered the case and re- 
ported it to us stated 
there was a draught out 
of the overflow strong 
enough to blow out a 
candle. When our repre- 
sentative went to verify 
the matter he found the 
:' overflow closed by paper 
carefully pasted over it on 
the inside of the basin. 
- This had been done by the 
"^ occupants to keep out the 
^ smell, which was reported 
FiGUKE^. to be very bad. 



Digitized by 



Google 



DANGEROUS BLUNDERS IN PLUMBING. 



37 



^fe"" frJ 



^ ? 



UNRELIABILITY OF HEATED FLUE AS A SUBSTITUTE 
FOR PROPER TRAPPING. 

Q. The sketch which I send herewith illustrates a job of drainage 
and ventilation which I did in this city. I would like to have your opinion 
of the work. The pipe H in the heat-flue is of 4-inch wrought-iron, 

and is completely 
coated on the in- 
side with sewer- 
slime, while the 
other, E, in the 
middle of the 
house, is perfectly 
clean. The work 
has been in use 
about two years 
and a half, and 
there is not a par- 
ticle of smell any- 
where about the 
house. I can refer 
you Ito the owner, 
who lives in the 
house himself. 
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A —Eight-inch terr»-cotta pipe in the cellar. 

.9— Running trap. 

C-— Rain-water leader, with trap to prevent gas from corroding the 
lleader-mpe. 

27— Four-inch pipe to hot chimney. 

J?— Four-inch pipe. 

/^—Bath-tub. 

G -A pan water-doaet, with ^.4nch pipe from the container into 
^he soiUpipe. 



A, Judging 
from your sketch 
and description, 
we should say 
that the absence 

of any smell during the examination of the premises was due to 
the fact that such examination was probably made when the chimney 
was hot and the draught was down the pipe E, and through the pipe H in 
the chimney. In the absence of a constant heat in the chimney, we 
think the drain-air would be drawn through the ^-inch pipe into your 
jirater-clos^< container, and from thence into your house. This pipe 
practically neutralizes the protection your water-closet trap is intended 
to afford, and we should advise dispensing with it ; also should prefer 
an iron pipe inside the house to terra-cotta, and one not larger than six 
inches ; in fact, with proper fall and flushing 4-inch is large enough 
and less likely to get foul. 
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In view of the foregoing, the propriety of the following, which was 
an editorial in the Sanitary Engineer of January 8, 1885, will be 
apparent : 

NEED OF PLANS IN DOING PLUMBING-WORK. 

The number of cases in which repairs to old plumbing-work have 
recently been found to result in mischief, by making open roads around 
the traps for foul air to enter houses, suggests the need of doing such 
plumbing-work especially by the aid of carefully-prepared drawings. It 
is often very difl&cult to foresee by simple inspection the result that ven- 
tilating the traps of old plumbing will lead to. The only safety lies in 
carefully tracing out the course of the piping as it is, and drawing the 
modifications on a sheet where the effect can be easily seen. When the 
alterations have been satisfactorily arranged and sketched the workman 
should be expected to carefully follow his drawing in making his alter- 
ations. We do not at all overstate the necessity for this course, as will 
appear by consulting the numerous illustrations we have published the 
last few mdtiths. Some of these have been seized upon by the oppo- 
nents of trap-ventilation to bolster up their views, but we think any 
intelligent reader will see at once that the trouble is not in trap-ventila- 
tion, but in the botched way repairs are too often done. Our suggestion 
aims to substitute careful work for slipshod methods in this important 
matter. 

What we have said of alterations suggests also the great usefulness, 
of preparing working plans for all original work as well. It seems to us 
that this should be a duty in all plumbing shops. Plans of the piping, 
position of fixtures, etc., for all work, should be made, and after use filed 
away for permanent reference. Then any future changes in the work 
can be made with less trouble and disturbance, and with more certainty 
and safety.' This is a matter which master plumbers should at once 
give attention to. Modern plumbing has become of too much impor^ 
tance to be done except as all other important works of construction 
are executed — ^namely, in accordance with carefully-prepared detailed 
drawings. 
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CI1*Y AND COUNTRY HOUSE-DRAINAGE — REMOVAL OP GROUND-WATER 

FROM HOUSES — TRAP-VENTILATION — ^FRESH-AIR INLETS 

— ^DRAIN-VENTILATION BY HEATED FLUES'^ 

LAYING OF STONEWARE DRAIN& 



REQUIREMENTS FOR THE DRAINAGE OF EVERY HOUSE. 

{From the Sanitary Engineer^ September i, iSyg.) 

In the light of present knowledge, the following seems to us the 
essential requirements for the drainage of every house. Time and 
further experience may suggest other features or modifications of these: 

A trap should be placed on every main drain, to disconnect the 
house from the sewer or cesspool. 

Every main drain should have an inlet for fresh air,* entering at a 
point inside the main trap, and carried to a convenient location out of 
doorsy not too near windows. In places liable to unusual pressure from 
the sewer there should be two traps, with a vent-pipe from between 
them running up full size above the roof ; or, where the pressure from 
sewer is only occasional and the rigor of climate will permit, this vent 
maybe carried to the sidewalk or area, at a safe distance from windows. 
If the first trap is forced, the gas can gain easier exit through this pipe 
than through the second trap. 

Every vertical soil or waste pipe should be extended at least full 
size through the roof. 

No traps should be placed at the foot of vertical soil-pipes to 
impede circulation. 

Traps should be placed under all sinks, basins, baths, wash-trays» 
water-closets, etc., and as near to these fixtures as practicable. 

All traps under fixtures, wherever practicable, should be sepa- 
rately ventilated in order to guard against syphonage. J Such vent-pipes 
should not branch into a soil-pipe below where any drainage enters it. 
In some cases it is preferable to carry it to outer air independently.! 

*Tliis inlet will relieve the smaller house-traps from pressure occasioned by a 
descending column of water that would otherwise be likely to force the seals of these 
traps. The air drawn through this inlet to the lower part of the drainage-system assists 
the circulation within the drains, and is essential to msure the diffusion of the gases 
generated within them. 

f The extension of soil-pipe, full size, through the roof is not a certain protection 
against syphonage of traps branching into it, and no protection when traps are on a 
horizontal pipe a distance from the vertical soil-pipe. 

X And to permit the circulation of air through the drainage system. 



Digitized by 



Google 



40 HOUSE-DRAINAGE. 

Rain-water leaders should not be used as soil-pipes, and when con- 
nected with house-drains they should be made of cast-iron in preference 
to galvanized sheet-iron or tin, there being less liability of corrosion. 
Joints should be gas and water tight, to preclude possibility of drain- 
air entering open windows. 

No safe-waste should connect with any drain, but it should be 
carried down independently to a point where its discharge would indi- 
cate the existence of a leak or any overflow above. 

No waste from a refrigerator should be connected with a 
drain. 

Unless the water-supply is ample, so that it will rise to every part 
of a building, insuring at all times the proper flushing of fixtures and 
traps, a cistern should be provided into which the water will rise at 
night, or into which it may be pumped. Said cistern should be large 
enough to hold an ample daily supply, be kept clean, covered, and 
properly ventilated. The overflow-pipe from it should tuifer be run 
into any drain under any circumstances. The supply for drinking-water 
should not be drawn from it, but from a direct supply — i. ^., direct from 
the street-main. 

Water-closets should never be supplied directly from street pressure 
or by a pipe from which branches are taken for drinking-water. Where 
the valve-closets are preferred to those that are supplied from a small 
cistern immediately over them, then the supply should be taken to a 
storage-tank, from which it can be conveyed to the valves on the closets, 
thereby insuring an equable pressure and securing more reliability in 
their working. 

All drain-pipes within a house should be of metal in preference to 
stoneware, owing to the liability of the latter to crack, and the difl&culty 
of keeping the joints tight. It is best to run them along the cellar-wall 
or ceiling, with a good incline. They should never be hidden under- 
ground, as then leaks will not be perceptible. In some places it is 
common to paint pipes white, so that any leakage will show itself to the 
most careless observer. 

All drains should be kept at all times free from deposit ; and if 
this cannot be effected without flushing, special flushing arrangements 
should be provided, so as to effectually remove all foul matter from the 
house-drains to the public sewers. 

All horizontal drains should be laid in a straight line, with proper 
falls, and should be carefully jointed and made water-tight. No right- 
angled junction should be allowed, except in the case of a drain dis- 
charging into a vertical shaft. 
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No drain should be constructed ^ as to pass under a dwelling- 
house, except where absolutely necessary ; and then it should be con- 
structed of cast-iron pipes, with lead-calked joints, laid so as to be readily 
accessible for inspection, and ventilated at each end. 

Whenever dampness of site exists, it should be remedied by laying 
subsoil drains, which should not pass directly to the sewer. 

Water-supply and waste pipes should be concentrated as much as 
possible, and not scattered about a building. Horizontal soil and waste 
pipes are objectionable. 

Plumbing-fixtures should not be hidden behind walls and partitions 
virhere their condition is never apparent They ought properly to be 
open to view, and so situated that any leak would be readily detected. 
It is also well to have a plan of the plumbing of each house for the 
tenants' or owner's convenience and guidance in any emergency. 

In planning house-drains they should be got outside the walls of 
the house as quickly as possible, so that there maybe few joints of pipe, 
and the smallest chance of leakage from defects or accidents, tdcing 
precautions in locating to guard against freezing. 

* New York, April, 1885. 

[In the light ot the last few years' experience, we should say that 
there are few places where it would be desirable to use a double trap 
on the main drain. In other respects the requirements for the drainage 
of a house as formulated here seems to be as proper now as they were 
then, for most cities of the United States. And the plumbing regula- 
tions of certain leading cities, printed elsewhere, in the main very 
properly follow the lines here laid down.] 



DRAINAGE OF A SARATOGA HOUSE. 

Q. 1 AM building a country house at Saratog:a, and inclose herein 
that part of the ground-plan of each floor which is to contain the pro- 
posed plumbing, also an elevation. 

I have laid a 6-inch drain-pipe, which extends from the house through 
a sandy soil, at a good decline, some 700 feet, where it empties into the 
open air, in a low part of my place, from whence it readily flows into 
a neighboring marsh. 

An ample supply of water is furnished by a ram, through a i-inch 
supply-pipe, to a tank in the garret, thus giving an abundance of water 
at all times. The overflow from the tank runs to another large reservoir 
in the barn. 
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I desire to have your suggestions in reference to the best mode of 
connecting the plumbing with the drain and how best to provide for a 
thorough flushing of the drain without great expense. Also, whether 

it would not be better to connect the butler's 
pantry and kitchen sinks with the main drain 
by an independent drain flowing through a 
grease-trap ; if so, where would jrou suggest 
putting the grease-trap, and how would you 
I I jT^^ . construct it, and where would you make th& 

^ g] [} I connection with the drain ? 

f*^^^ fc««B^^J By referring to the cellar-floor plan, you 

will notice that it is my intention to connect 
the main drain with the sewerage-sjrstem of 
the house near the lower water-closet, which 
is almost under the slop-sink in the second 
story, which sink is under the tank, from 
which it would be possible to create a large 
flow of water to cleanse the drain. Would 
the water flowing through an ordinary faucet* 
amount to more than a " driblet " for flush- 
ing, or would a larger stream be necessary ? 

A direct connection between the pantry- 
sink and the kitchen-sink would be difiicult, ^ 
owing to the chimney which projects into the 
room, as shown on the plan. Would you ad- 
vise running a drain separately from each of 
these sinks straight down to connect with a 
drain underground on that side of the house ? 
In that case would one large grease-trap be 
all that would be necessary ? 

A. There should be a vertical line or 
"stack" of 4-inch iron soil-pipe leading 
straight down from the water-closet in \he 
bath-room to the basement story, and also up 
through the roof. In the basement story 
there should be in this pipe, directly under 
the ceiling, a }i bend and a Y-branch with a 
clearing screw in the other hub of the Y. 
Thence the pipe can be suspended to the 
ceiling or attached to the partitions and pass 
with a good slope to the neighborhood of the 
water-closet in the basement story. Here 
three Y-branches should be inserted at suit- 
able places, though two can be combined in one if convenient, U> 
secure the drainage of the water-closet by a 4-inch Y, and the drainage 
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Of the slop-sink by a 4 x 2-inch Y, and the waste of the wash-tray by 
another 4 x 2-inch Y. The pipe can then pass out through the foun- 
dation-wall and some two feet beyond it, all of iron. Beyond this the 
pipe can be of 4-inch stoneware, with a Y-branch, to receive the over- 
How of the grease-collector, of the same size. The main trap, with its 
open T-branch, for the air-hole just above it, can be placed close below 




Figure 3a. 

this junction, and should be surrounded by a manhole, for getting access 
to it at any time. If possible, let the trap be at least six inches below 
the drain discharging into it, so the sewage will fall into the trap from 
above. It is also a good plan to lead a rain-spout into it by an open 
connection. 
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The branch-waste from the slop-sink should extend up through 
the roof, and should not be less than two inches in diameter above the 
roof and for two feet below it, though it should be larger, as hereafter 
explained, if the flush-tank is located in attic. The branch from the 
wash-trays may i j^-inch if of lead or 2-inch if of iron. 

The waste-pipes from the kitchen-sink and butler's pantry should 
pass straight down to the basement story, and be provided with clearing 
screws, where they turn to discharge into the grease-basin. This 
should be outside and back of the chimney. It should be built of 
brick, and the overflow from it can be earthenware pipe, with its intake 
orifice at least six inches under water and joining the main drain just 
above its trap, as above described, opposite the corner of the house. 
But if the outlet be a T instead of a bend, it will be more readily 
cleaned out from above. 

Of course, separate traps must be provided for the slop-sink, the 
bath-tub, the wash-trays, and the kitchen-sink, and for the butler's sink, 
and any other fixtures that may be provided. 

The air-pipes from the traps at the cellar water-closet and the 
wash-trays and sinks over them can all join into one and connect with 
the air-pipe above waste of slop-sink, where a branch should be inserted 
for the purpose. 

The air-pipes from the traps under the butler's pantry-sink and 
traps, and under the bath-tub and chamber water-closet, can also be 
combined and branch into the upper part of soil-pipe just above the 
water-closet trap. 

Your proposed method of disposing of your house-drainage will 
inevitably make a nuisance in the "marsh." It would be better to dis- 
tribute it on a field of grass, if you have one, where the ground would 
not become sodden and saturated with the water. But if you allow it 
to run in one place as it comes from the house it will certainly make a 
nasty place of it. 

If you have a good fall, as we understand, it would be a good plan 
to make the discharge intermittent by building a small tank, to be dis- 
charged when it is full by some automatic arrangement just below the 
outside trap. Field's S3rphon will work well if applied with the clean 
water that overflows from the house-tank, and can thus be made to 
flush the whole drain below. The bam can be supplied by a part of 
this, and the rest used for flushing. The flush-tank can be placed in 
the attic alongside the supply-tank, if convenient, and thus flush the 
drain inside the house as well as outside. 

In this case a 3-inch vertical pipe should be provided for the 
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flushing, and it can receive the drainage of the slop-sink on the chamber- 
floor, and extend up through the roof. A flushing-tank of this sort 
should not be less than some fifty gallons capacity and the s3rphon not 
less than three inches. 

No constant flow of water from a faucet will flush your drains. 
This can only be done by a sudden discharge of one or two barrels at 
once by a flush-tank, as we now recommend. 



GROUND-WATER DRAINAGE OF A COUNTRY HOUSE. 

Q. Will you please illustrate the proper way to drain cellars, and 
the manner of connecting with the main drain leading to the sewer ? 
What precautions should be used to prevent sewer-gas backing into the 
cellar, presuming that water passes from the cellar into the drain 
only during fall and spring — cellar being dry during summer and 
winter ? 
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Figure 33. 

A. The annexed cut shows how the ground-drainage can be deliv- 
ered to the house-drain with little ri§k. It is supposed that the build- 
ing stands by itself, and the ground-drain is to be laid quite around the 
foundation of the house. If so, it will effectually cut off all water that 
might otherwise make the cellar damp. It is also supposed that the 
soil-pipe extends up through the roof in all cases. This insures an inward 
draught at the vent-hole where the ground-water is admitted, so that the 
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air from inside the house-drain is not likely to follow the ground-drain^ 
which has no vent at its upper end. If rain-water is admitted into the 
trap as here shown, it keeps the trap flushed occasionally, and it is then 
better to provide an extra air-hole by a T-branch just above, as shown, 
so that the air-draught need not be in any way obstructed by a rapid 
influx of rain-water, as it otherwise might be. 

If drainage-fixtures are needed on the level of the cellar-floor, the 
pipe draining them is laid below that level, as here shown ; it should 
then be kept accessible by building dwarf -walls each side of it up to the 
level of the floor of cellar, where the trench can be covered with planks 
or flags of stone, so fitted as to be readily lifted, and not spiked or 
cemented down. If no water-closets, sinks, or similar fixtures are 
needed on the cellar-floor it is better to keep the pipe above that leveL 
as shown by the dotted lines. 



GROUND-WATER DRAINAGE OF A CITY HOUSE. 

On page 45 we suggested a plan for removing ground-water from 
a house standing alone. (See Figure 33.) We now give a plan for a 
house situated in a block, as ordinarily found in this city. 

Where houses are built in continuous blocks, as in cities, the 
arrangement shown on the accompanying plan is appropriate. In this 
case the pipe under the basement or subcellar-floor should be of 
unglazed tiles, laid without mortar of any kind, so that the ground-water 
can get in at any joint, and as it is not a tight drain, but a porous one, 
for clean water only, it need not be made easy of access, but can be 
buried. In case a water-closet or other receptacle of foul drainage is 
needed at this low level, another pipe of iron must be supplied as shown 
in Figure 33. 

Some people connect the ground-drain under the water-seal of the 
outer trap, but it is not so good a plan as the one shown in the cut, for 
the following reason : In that case the trap-water sets back into the 
ground-drain and stands there without circulation, except at such rare 
intervals as the ground-drain is in active use. This occurs so seldom 
that the opening where it discharges into the trap is liable to get closed up 
by faecal matter and other substances which pass by the orifice, and the 
ground-drain has generally insufficient fall to enable its contents to 
crowd through such a pasty plug and clean itself. The longer this plug 
remains the more compact it becomes. Of course if the ground-drain 
discharges iii the open air, as shown in Figure ^^, page 45, this 
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trouble is avoided. During the winter season^ and as long as 
houses are heated by fires, there is always an inward pressure of air 
at all cracks and orifices near the basement, and the air which is 
in these ground-drains will at such times press upward through any 
pores and channels that can be found in the cellar-floor, gradually and 
surely working its way into the house. The ground-drain is deeply cov- 
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Figure 34, 

ered and inaccessible, so that if by any chance it becomes defiled by 
sewage it is next to impossible to clean it. It is, therefore, very impor- 
tant that these ground-drains should be kept quite free from any possi- 
ble contamination where connecting with the sewage-drain. 

It is generally advisable to put the ground-drains as deep as two 
or three feet below the cellar floor wherever an outlet can be found at 
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such a level, and this generally precludes the possibility of getting much 
fall where these ground-drains enter the main house-drain. 

In consequence of this condition of things, a very slight obstruc- 
tion in the house-drain trap, such as may happen from the deposit of a 
bit of cloth, a broken tea-cup or tumbler in any water-closet above, by 
a servant who thinks water-closets are made to hide such things, would 
serve to back up all the sewage of the house into the ground-drain, if 
care is not taken to prevent such an event. 

If arranged as shown in Figure 34, a stoppage in the maia 
trap would cause an overflow in the manhole, which should be inspected 
frequently and can be cleaned out when occasion requires. But if, as 
may often happen, it is not possible to get fall enough to prevent such 
a stoppage backing up the sewage into the ground-drain, some special 
safeguard must be applied in the shape of a mechanical valve. Such 
valves are not to be generally recommended in pipes where sewage 
flows, but this ground-drain is supposed to carry nothing but cleaa 
water. Under such conditions a valve may answer a good purpose. 
Metal valves, and even brass ones, are subject to corrosion, which would 
seal them fast to their seats if not often lifted. 

A good form for this place is a rubber ball-valve arranged as in 
Bower's trap. But the trap should be specially constructed for this pur- 
pose, with a seal of at least twelve inches depth. The clearing-screw 
should of course be on top instead of at the bottom in this case, and 
should be examined for removal of sand or silt which the water may 
possibly bring in, especially during the first flow after the drain is con- 
structed. The space around this trap where the water enters it should 
be well grouted with hydraulic-cement to prevent any back flow outside 
the pipe, in case of obstruction of sewage, while the valve in the trap 
will prevent it on the inside. Such a trap in such a position will hold 
its water for years, but should be inspected at least twice a year^ because it 
is of great importance to keep it free from sand and supplied with water ^ 

If the connection with the main drain were to be made beyond the 
trap in the latter, we should lose the additional safeguard of that trap 
against the admission of sewer-air, which safeguard it is best to retain* 



FRESH-AIR INLETS. 

Q. I HAVE read several articles recently wherein I see that, like 
myself, there are a great many plumbers who don't approve of the running- 
trap placed in the main sewer-pipe, and connected with fresh-air inlet 
on house side of trap, which seems to be the plan most generally 
adopted by most of your contributors. 
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I contend that when the pipe is flushed by a large discharge of 
water from slop-sink or other fixture, there will be a quantity of foul 
air discharged from the fresh-air inlet contaminated from contact with 
foul matter adhering to the inside of pipes, and likely to be carried back 
into the house through an open window or door. And then what would 
be the result ? Another plumber would be sent for ; he would condemn, 
or the house-owner would insist on its immediate stoppage. The trap 
it is likely they would let remain ; then the discharge through the larger 
traps, not having free passage to sewer or cesspool, would overcome the 
water in smaller ones, and the air would be discharged into the rooms. 
I believe in having the main trapped by all means if possible, but 
having it ventilated on a different plan, which others might not approve 
of, but one on which I would like to have practical opinion, and which 
I will try to explain. 

I carry the soil-pipe full size through the roof. Trap all wastes as 
close to fixture as possible, using all-lead hand-made traps, which I con- 
sider best ^ if properly made, excluding running-traps, which I don't 
think are reliable. 

In the cellar, outside of all branches, place a half-S trap, branching 
the inlet in the back high enough so as to have a perpendicular fall of 
five or six inches to seal or outlet. Now, instead of carrying the upper 
part of trap outside through cellar-wall for fresh-air circulation, I return 
it back with 3-inch pipe through roof, and take a branch from all traps 
into it as close to the seal as possible, for vent to prevent syphonage and 
ventilate shorter branches. By not carrying this pipe as high as soil- 
pipe above roof, and being of different size and in the same atmosphere, 
they will be of different temperature, which, in my opinion, will insure a 
circulation at all times, materially aided by every discharge in the soil- 
pipe. I don't claim that I will have such a draught for my plan as by the 
former, but I do claim I will have a job that will stand the test of time 
much better. 

This method I have adopted and found it to work well at all times 
and give entire satisfaction. 

A, We have seen great numbers of fresh-air inlets, and have had 
them in use for years, but we never noticed the slightest odor from the 
cause suggested by our correspondent. As a matter of fact, a properly 
flushed and ventilated soil-pipe does not contain a very foul-smelling 
air. To guard against even such a possibility we have, in our early 
numbers, advocated that the fresh-air inlet should terminate in a vault 
with a perforated cover. This contains a sufficient quantity of air to 
dilute any occasional whiff produced by a reverse current. 

The plan proposed of carrying a 3-inch pipe back and up through 
the roof, and using this pipe also to supply air to the separate traps, 
would be quite impracticable in our city-built houses. Besides the 
expense there would be considerable friction to overcome — in some 
instances quite enough to disturb the seals of the smaller traps down 
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Stairs when a water-closet was discharged upstairs. We admit that this 
3-inch pipe is better than none at all, but we can assure our correspond- 
ent that his apprehension about offense from properly arranged fresh-air 
inlets are groundless. 



THE LOCATION OF FRESH-AIR INLETS IN CITIES. 

The following suggestions by L. M. Hooper, C. E., of New York, 
regarding the location of fresh-air inlets, are of interest : 

" It seems to the writer that the location of the mouth or opening of 
the fresh-air inlet does not receive the attention due it. If the fresh-air 
inlet is an aid to the more thorough ventilation and purification of the 
waste-pipes, which is now generally admitted, its mouth should be so 
placed as to be always free from the danger of becoming choked. 




FlGUSB 36. 

" It is a fact, patent to all who have had occasion to use these inlets, 
that when they are run to a receiver or brick box in the sidewalk as 
shown in Figure 35, they soon become clogged and completely stopped 
up, and hence are worse than useless, as they give a false sense of 
security. When the fresh-air pipe is run to any point inside the stoop 
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line, it is usually terminated by a * return-bend/ cowl or grating inside 
of a stoop or house, and there is little danger of its becoming choked, 
except from snow, ice, etc. 

" In most cases, however, it is impossible to carry it to a safe distance 
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from the house without taking it beyond the stoop line to some point on 
the sidewalk. 

" When carried to the sidewalk the arrangement shown in Figure 35 
is resorted to and the receiver (A) is sure to close up and thus become 
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inoperative. These receivers are difficult to clean, and seldom or never 
are cleaned. 

" There are three general methods by which fresh-air inlets may be 
made self -cleansing : 

^^ First — By keeping dirt out. This may be done by terminating the 
pipe under a perforated tie-post or carriage-block, as shown in Figures 38 
and 39, or by extending it flush with the curb, as shown in Figure 36. 

" Second— "Qy giving to the pipe an inclination considerably greater 
than the angle of repose for dirt — ^say a little over i to i — ^the dirt falling 
in will slide down into the house-drain. The mouth should be flush with 
the sidewalk, as in Figure 37. If arranged as in Figure 35, it will fill up 
no matter what the inclination is. When sufficient fall cannot be ob- 
tained from the curb to the house-trap to use the above method, the 
third method may be resorted to — u e,, cleansing by water. 

" Third-^y cutting a small groove a few feet long on each side of 
the opening and parallel to the curb the wash of the sidewalk may be 
utilized to keep the pipe clean, or the water from the area may be car- 
ried into the fresh-air inlet, as shown in Figure 40. The fresh-air pipe 
from the opening to the point where the area-drain joins it should have 
sufficient fall to carry the dirt down to this point — 1. ^., from A to B, 
Figure 40. From B, the fall need not be greater than one-quarter of an 
inch in one foot. 

"If none of the above expedients are resorted to, it will be found 
convenient for cleaning to end the pipe as shown in Figures 37 and 40, 
as to clean it, it is only necessary to pour a pail of water into it. When 
arranged as in Figure 35, it is difficult to clean ; even when the grating 
is removed and the accumulated dirt removed it is difficult to wash out 
the pipe itself." 



FRESH-AIR INLET^. 

During 1881, at our request Mr. W. G. Elliot,. C.E., made sketches 
of various methods of arranging fresh-air inlets to house-drains. We 
give here several of them, with his description. 

Figure 41, showing the inlet at the curb with a 6 x 12-inch cast-iron 
grating to protect it, can be seen in operation in many places, among 
which may be mentioned several houses on the south-east comer of 
Sixty-Second Street and Madison Avenue. This method is extensively 
practiced by one of our largest plumbers, and seems to give universal 
satisfaction. 
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Arrangement Figure 42 is quite common. The inlet should be located 
as far from basement- windows as possible, and not extend more than a 
few inches above the ground. The reverse action, however, takes place 
very rarely, if ever, and then only on a very hot summer day. A case 
of this kind can be seen at 125 West Forty-Third Street. 




Figures 41, 4a, 43. 

Figure 43 is found at 31 East Fifty-Seventh Street. There are 
many disadvantages in the construction. Being carried up through the 
front wall of the building, it cannot well be over two or three inches in 
diameter, while to be effective in any case it should be the full size of 
the soil-pipe. In addition to this, its top is so nearly on a level with the 
top of the soil-pipe that the difference in the temperature of the air ia 
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the two must be very considerable to create a decided action. Beside 
these objections it has not even economy to recommend^its adoption. 
Arrangement Figure 44 is very common and effective. Examples 
can be found at Nos. 51 and 53 West Forty-Second Street, and 26 East 
Twenty-Second Street. It is second only to that of Figure 41. 




FiGURBS 44, 4S» 46. 



Jigure 45 has been found but in few cases, one of which still exists 
at 105 West Forty-Third Street, where the inlet-pipe opened in the 
comer of the area against the adjoining stoop, and hardly more than 
eighteen inches from the basement windows. 
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It was probably so placed from motives of economy, as it would 
have cost several dollars more to properly extend it, and the plumber 
must do the best he can under such circumstances. 

A recent innovation in the location of inlets has been found only 
at II and 13 Waverly Place (Figure 46). The pipe extends from the 
trap along the side of the coal-slide near its top to within a foot of the 
cover, where it turns into the side wall of the coal-slide, and terminated 
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FlGOKB 47, 48, 49. 

in the side of a small gully provided with an iron grating, as in Figure 41. 
In plan, this grating is beside the coal-slide cover, and within a few 
inches of it. The arrangement would seem to be objectionable from its 
liability to obstruction by coal-dust, etc., from the frequent dumping and 
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shoveling of coal necessary in a large building, but this is simply con- 
jecture. 

Figure 47 is employed in a number of instances, among which can 
be cited 310 Madison Avenue and 11 East Forty-Fourth Street Another 
was found at 18 West Fifty-Seventh Street. There seems to be no 
especial advantage or disadvantage in its application more than a mere 
alternative where no other arrangement is found as economical under 
peculiar circumstances. 

Figure 48 was adopted in the case of an apartment-house, with 
stores beneath, at Eighty-Second Street and Tenth Avenue, where it 
was introduced after the completion of the building, and where a large 
amount of blasting would have been required to extend it to the curb- 
stone. 

On being tested some weeks ago, after having been in operation 
several months, it was found that the draught was inward and strong 
enough to draw in the flame of a candle held near it, and extinguish it^ 
The current was not reversed even for an instant when two water- 
-closets were simultaneously discharged into the soil-pipe. A similar 
arrangement can be seen at 49 Wall Street. 

Several cases of the arrangement shown in Fig. 49 have been seen, 
although no particular case can be cited. When the gully is located in 
the extreme comer of the area it would seem to offer all the advantages 
oi Figure 44, the yard-washings and rain-water keeping it clean and free 
from obstruction. 

With regard to the action of these air-inlets, there can be little 
doubt of their utility. 

Popular opinion of them took its usual course, and the fact that 
they were new was for a long time sufficient to condemn them. Their 
rapid increase in number, however, proves conclusively that they are 
not only becoming popular with the better and more experienced 
plumbers, but that they rarely, if ever, give offense either to the occu- 
pants in the houses or passers in the street Many have been tested by 
the writer, but have never been found doing their work improperly 
except in one or two cases where they had been connected on the wrong 
side of the trap, and were freely ventilating the sewers. 



AIR-INLETS ON DRAINS. 

Q. In the arrangement of the main drain in my house there is a 
:good current of air in at the ventilating-pipe in the rear and out at the 
top of the soil-pipe ; but one plumber tells me that we ought to have 
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another just such current to ventilate that portion of the drain betweea 
the bottom of the soil-pipe and the trap in front, and wants to put in a 
ventilating-pipe just outside of the front wall of the house. Another 
plumber says that it is often found in practice that these ventilators 
work the wrong way, and bring a foul smell into the windows ; he says 
he does not think any ventilator is needed in front, anyway — that it is 
of no consequence to have a current of air passing through the front 
half of the drain, and that he would rather not have it at all if he could 
not run it up to the very top of the house. He adds that the ventilator 
in the rear is dangerous, and ought to go to the top of the house. Now, 
will you please inform me, first, whether it is necessary to admit air into- 
the front half of the main drain ; and second, if so, whether it would be 
safe to use the usual short ventilating-tube ? 

I desire also to say that my bath-tub wastes run into the traps of 
the water-closets, but I have never known of any smell in the tubs, and 
on trying the tissue-paper experiment I could not perceive any tendency 
to blow it off when a full pail of water was dashed into the closets. My 
water-closet traps are ventilated by a special pipe running above the 
roof ; is this why the paper was not blown off ? And does the presence 
of this ventilating-pipe remove your objection to the arrangement ? 

One more thing. We are often very seriously annoyed by the beha- 
vior of the hot water at the stops over wash-stands. It comes at times 
in violent spurts, with a disagreeable noise, a tremor of the pipe, and 
such a splashing of the water as to drench your cuffs if your hand is 
under the hot water, and even to spatter all over your body. Some- 
times the water runs smoothly for a minute before the spattering begins. 
Can it be remedied, and how ? 

A. A fresh-air inlet should be taken in at the front just inside the 
main trap. In our opinion it is important to have no dead ends in any 
part of the drainage-system — i. e., air should be permitted to circulate 
through every part of it. If rain-water does not pass the house-drain 
there is no object in extending it behind where the waste from the 
kitchen enters it, and this pipe should extend through the roof unless 
the soil-pipe passes near these fixtures. Then if the traps are ventilated 
from their highest points there will be no " dead end " between the 
drain and these fixtures. The presence of a vent-pipe from your water- 
closet trap, doubtless to a certain extent, prevented the sudden com- 
pression of air when the water was thrown in your water-closet. This 
does not remove the objection to running bath- waste into water-closet 
traps, because this waste is liable to become foul, and it is a sanitary 
axiom to place traps as near the fixtures they are intended to serve as 
possible. 

The spasmodic flow from your hot-water faucets complained of is 
doubtless due to the fact that air-traps have been formed in the hot- 
water pipes, caused by depressions or sags in these pipes. 
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THE PROPER WAY TO LAY STONEWARE DRAINS. 

Pipes made of stoneware were used extensively in ancient Rome as 
water-conduits, and were introduced in this country over twenty-five 
years ago for drains. After a few years of experimental use, the advan- 
tages of the material over the old style of brick-drains were so obvious, 
and their cost so much less, that their manufacture and use has increased 
enormously. They have almost entirely superseded the use of brick. 
When properly made and put together no material is so good for drains, 
where buried in the ground outside of buildings. Their surfaces are 
indestructible for all ordinary service, only yielding to strong acids, such 
as may proceed from chemical laboratories or some kinds of manufac- 
turing refuse. But the notion is very prevalent that any mason's tender 
who has begun to aspire to the use of the trowel can put them together 
well enough, and the result has been the wretched botching of by far 
the greater part of all the drains which have been laid in this material. 

The natural result of this bad workmanship is the preference shown 
by the New York Board of Health, and other similar authorities, for iron 
pipes. The latter are generally put together with lead by plumbers, and 
these being also made in longer pieces than the stoneware pipes there 
is less chance of leakage at the joints. But iron is easily corroded, and 
it would be far better, provided good workmanship could be secured, to 
use the more imperishable material for all out-of-door drains, which after 
covering are necessarily difficult of access for repairs. 

After many years of experimenting I have arrived at the conclusion 
that all stoneware pipes should be laid by none but first-class workmen^ 
and even then the work should be tested by slight hydraulic pressure 
before it is buried deeply, so that defective joints can be readily seen 
and made good before filling up the trench. 

The following specifications describe the method pursued in 
the sewerage of Princeton College and other places, which, if faithfully 
carried out, will insure satisfactory work : 

SPECIFICATIONS FOR LAYING STONEWARE DRAINS. 

Materials, — No pipes should be used which are not nearly cylin- 
drical, a variation of over one-fourth of an inch in the different 
diameters of a 6-inch pipe being enough to condemn it. 

The pipes should not have bells or hubs attached, as is now gener- 
ally done, but should be formed in simple cylinders, the joints being 
covered by loose rings or collars of the same material, without glazing,, 
to be broken in three or more pieces when applied. 
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The thickness should be uniform and not less than ^ and ^-inch 
for 5 -inch and 6-inch pipe, respectively. 

The glazing should be *^ salt glazing,** and not **s/tp " or clay glaz- 
ing, and should extend throughout the whole interior, but should be 
omitted on the collars and on the outside of pipes for one and one-half 
inches at either end of the pieces. If the ends are glazed outside the 
cement used at the joints does not adhere well, and the joint may be 
leaky, even with good cement and put together with the best of care. 

The clay of which they are made should, of course, be of good 
quality and well burned. Less trouble, however, is found in practice 
with the kind of clay than with the results of careless molding, such as 
oval, crooked pipes, with glazing applied all over the ends, for no better 
reason than because it costs some trouble to omit the glazing there, 
although it is a positive injury. 

The cement should be of any good brand, of fair hydraulic prop- 
erties, fine and freshly ground, and carefully mixed with not over its 
own bulk of cleauy sharp sand. In all places where the sand is not clean 
(it should not soil the hands when rubbed between them) it should be 
washed thoroughly in a bed not over six inches deep with a copious 
flow of water, stirring the sand and water quickly with a hoe and allow- 
ing all the loam and clay to be carried off, till the water ceases to look 
muddy. The sand should be then dried and mixed thoroughly with the 
cement before applying any water. When wetting it for use, no more water 
should be used than is absolutely necessary to render the mortar plastic. 

It should be wetted only in small quantities for immediate use. All 
lots left over an interval of half an hour, long enough to stiffen and 
begin to " set," should be thrown away and not " tempered up " as is 
generally done for indiscriminate use. Cement when rewetted after a 
partial set is sure to shrink and crack when it hardens, and is worthless 
for pipe-laying. 

The ends of pipes and insides of collars should be wetted in warm 
weather before applying the mortar to these surfaces. If applied dry, 
the porous pipe absorbs the water so quickly from the mortar that it 
never hardens properly, and does not adhere to the pipe. 

Workmanship, — Pipe should be laid with such good alignment that 
the inspector can see through every section, like a gun-barrel, from one 
manhole or lamp hole to another, or from house to sewer. This can 
readily be done with very little extra cost, if pains be taken to pursue 
proper methods. 

Every piece of pipe should be bedded in cement-mortar through its 
middle portion as well as at its ends, leaving no voids longer than the 
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inside diameter of the pipe between these bearings. The lower half of 
the pipe should be carefully aligned with its neighbor, by applying a 
straight-edge inside when bedding, to avoid offset at the joints, leaving 
slight inaccuracies in form to be developed at the top of the pipe, which 
is rarely wetted by the flow. 

Through every piece of pipe as laid should be passed a cord, made 
fast where starting, and extending through every section of pipe laid, 
by means of which a wiper, or rubber disk between two smaller wooden 
ones, can be pulled through the whole section before leaving it for a night. 
Of course, the mason is expected to see that every joint is clean as laid, 
but human nature is fallible, and cannot be trusted to remember this, 
the consequence of such neglect being often a total failure of the drain. 

Every section should be covered about three inches with fine earth, 
and tested by some two or three feet of water-pressure, when the defects 
will be seen, and may be remedied before filling the trench. The best 
masons will be astonished to see how many leaky joints they make 
unawares, and which may never be detected in any way but this. 

The back-filling should be applied with care, packing the material 
around the pipes without moving them on their beds even a hair's 
breadth. The trench may be puddled with water if it is at hand, taking 
care not to wash the cement when applying it. 

No good drain can be laid on a yielding foundation. No matter 
what the material may be, it will break and make leaks when settlement 
occurs, for though the drain itself is light, the material over it is heavy, 
and crowds it down as it settles. All drains on newly-filled land should 
be treated as temporary works, to be replaced when the settlement is 
finished. 

There may be places where the difl&culty of getting proper work- 
manship and proper materials will render it advisable to use iron pipe 
between the house and sewer, and New York and Brooklyn may be 
such places ; but wherever it is used, it is subject to corrosion, and 
becomes so incrusted with tubercles inside, after a score of years, that 
it cannot serve as a self -cleansing sewer. It is necessarily always foul 
when incimibered with rust, for the flow of water does not cleanse it. It 
is then a sewer of deposit, open to all the objections that attach to cess- 
pools or other foul sewers. 

When used inside of houses it is accessible, and can therefore be 
readily inspected, both inside and outside, and readily repaired or 
replaced in case of need. But if buried in the ground, it is out of sight 
and out of mind, and should therefore be made of imperishable 
materials. 
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RISKS ATTENDING THE OMISSION OF TRAPS AND 
RELYING ON DRAIN-VENTILATION BY FLUES. 

Q, I WOULD like to have a few questions answered on the f oUowing^ 
plan. It is proposed to build a new wing to the county jail here, and 
according to the plans there are no traps on any of the hoppers, nor is 
there any vent-pipe from the top of soil-pipe, where the upper hoppers 
connect. There is to be one vent-pipe at back of building, where the 
rain-water pipe acts as another. Then in the front there is a 20-inch 
cast-iron smoke-stack, and on the inside of that is an 8-inch cast-iron 
pipe for vent-pipe. Now, I would like to know if the 3-inch outlet 
from the hoppers is not too small ; also, if they should not be properly 
trapped ? Or does the vent-pipe that goes up inside the smoke-stack 
take all the foul air down and up it, without letting any smell back in 
the cells ? I wrote to the architect in Baltimore, and he says that they 
are not to have any traps, and that the 3-inch soil-pipe from hoppers to 
the large pipe is large enough. I contend that it ought to be 4-inch, and 
that all the hoppers ought to be trapped ; and I also think that the pipe 
ought to continue up through the roof. 

A. The system of drain-ventilation described above is similar to 
that carried out by Dr. Kirkbride some years since at his hospital, and 
in some respects similar to the device of Mr. Rand, in Philadelphia. 
The principle is briefly this : To create by help of a fire-heated flue a 
constant upward draught in a pipe which is to be connected to the 
house-drain, and to stop all the holes which might supply air to the 
drain, except those by which the drainage itself enters. Then all traps 
are dispensed with, except that on the main drain outside the house, 
and air enters the drain at every water-closet, sink, etc., to supply the 
vacuum created by the aspiration in the heated flue. 

When this flue is kept well heated, and all parts of the apparatus 
are well proportioned, according to the circumstances of the case, it 
may work well. But if the fire should be allowed to go down, or if not 
perfectly adjusted, the draught will be insufl&cient to maintain the excess 
of inward pressure at all points, and if it fails at any point we have 
trouble at once. If the draught is weak, some of the inlet-holes will 
supply the whole — ^viz., those nearest the point where the suction is 
applied, while the more remote ones will not get any. This experiment 
was tried some time ago at the Danvers Asylum, in Massachusetts, 
and failed on account of the inefficiency of the draught to serve the 
remote openings. 

We notice an unnecessary and foolish complication in the base- 
ment, where an air-pipe is arranged so that air can pass quite around 
the outer trap, thereby dodging it entirely. Why not omit this outer 



Digitized by 



Google 



HOUSE-DRAINAGE. 63 

trap, and the air-pipe also, and save their cost ? If the trap is really 
needed to stop the air from passing that point, why put in the by-pass 
to give it a chance to go just where it might if no trap were there ? 

We notice, also, that 3-inch pipes are applied as branches from water- 
closets to main soil-pipe. If such pipes could be made perfectly 
smooth, and without any offsets or inside ridges at their joints, such a 
small size might possibly be advisable. But with the ordinary imper- 
fections at joints, we do not think it safe to provide less than 4-inch 
pipes, although the orifice at the base of a water-closet may safely be 



Figure 50. 

Testricted to three inches, because whatever is obstructed there is within 
reach and can readily be removed. 

In any such system which depends upon fire draughts to keep the 
house free from drain-gas, we must remember that the constant presence 
of a sufficient fire is an essential part of the scheme, and we must keep that 
fire burning all summer, night and day, Sundays included. In case such 
a fire is needed for steam-power, or any other such purpose, it may do 
very well ; but the maintenance of a fire for this special purpose would 
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be rather irksome, and might sometimes be neglected, with very^ 
unpleasant results. Moreover, the adjustment of the power of the 
draught to the sum total of all the inlets is a problem which must be 
worked out by actual trial in every separate case, and would vary very 
largely in different conditions of wind and weather, so that an appa- 
ratus which would work well during one week might be quite inefficient 
the next. We should not consider such a system safe, unless a large 
surplus draught were sure to exist at all times from a fire maintained 
for some purpose that rendered it positively sure to be constant and unfail^ 
ing. The use of traps under each sink and water-closet would be 
entirely inconsistent with this system of ventilation, which demands 
open orifices. 



THE TIGHTNESS OF TILE-DRAINS. 

Q, In laying some tile recently we came in contact with several 
small springs in line of the trench, which tile empties into the bed of a 
rapid mountain stream. There are springs walled in on both sides of 
the stream above, within 200 yards of where the tile was laid. 

Some days after the work was done water began running from the 
inside. There has been no connection with any fixtures. The tile was- 
good vitrified drain-tile, laid in cement, each joint being carefully made. 

Perhaps it would be well to state that the above is to convey the 
waste from a bath-house containing nineteen tubs, two closets, one 
swimming-bath, and a few bowls. Is it not probable that some of the 
tile is not thoroughly glazed and allows seepage ? Also, please state if 
you consider it detrimental or objectionable to leave it as it is. Water 
turned in from the upper end of tiie waste passes off promptly and per- 
fectly free. 

A. We should not consider the probability of the water soaking^ 
through imperfect glazing so great as that of its coming through imper- 
fectly-closed /iw'«/j. Few masons who put pipe together are aware how 
difficult a thing it is to insure the tightness of all the joints. Whenever 
a test is applied the number of leaks developed is astonishing. 

If imperfections in the glazing exist to a sufficient extent to account 
for the flow above reported, they will be likely to be silted up and stop 
the flow after a few months. We would advise having your pipe tested 
by applying a tight rubber plug at the lower end, and filling it with 
water. If any bad joints exist they can be found readily in this way. 
Of course, there should not be much earth filled over the pipe where 
such a test is made. Leaks often occur by breaking down the pipe, and 
splitting the bells or hubs open with the load of the trench-filling, for 
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lack of good continuous bearings. The pipe should be bedded in 
cement the whole length of every piece, to insure good support. 

The objections to using a leaky pipe for drainage are these — viz.: 
Whenever a dry time occurs the sewage will flow out through the leaks 
and pollute the soil. The importance of such pollution is entirely a 
local question. Moreover, the escape of the more fluid parts of the 
sewage through leaks would, perhaps, lead to trouble for lack of flush- 
ing^ the inside of the drain-pipe, and allow it to accumulate solid matter. 



DANGER OF SOIL-PIPE TERMINALS FREEZING UNLESS 
ENDS ARE WITHOUT HOODS OR COWLS. 

Q. During the recent cold snap I was called up-town to investi- 
gate the cause of escape of sewer-gas into the house of a well-known 
gentleman of this city. I knew the house-drains were thoroughly venti- 
lated, and was at a loss to locate the cause. Upon examining the work 
we found it apparently all right, but in spite of that fact, when we lifted 
the plunger of the water-closet, the traps immediately syphoned out, 
and on going to the roof, thinking something was wrong there, imagine 
our astonishment at finding the ventilating-cap frozen solid. Other 
houses in the same row were found to be in the same condition ; the 
damp vapor rising through the sewer had struck the upper or dome-like 
portion of the cap and gradually frozen its way down like an icicle, and 
finally closed it tight. In our climate this is liable to happen at any 
time during the winter, and, in my opinion, calls for an air-cap of 
a different pattern. Upon examining the present air-cap you will 
wonder how the sewer-gas escapes from it, as the dome falls down over 
the lower or straight part at least one-fourth of an inch, while it really 
ought to stand clear above it at least i^ or 2 inches. This would also 
prevent its freezing, as the space would not be so confined, and would 
be more diflicult to fill up with ice, as there would be no support. 

Either remodel the hood or dispense with it entirely, and leave the 
end of the pipe open to the air. This, I know, would be open to 
objections, as malicious persons would probably drop obstructions down 
the pipe. 

A, We think this letter of great importance. We have hitherto 
preferred the open pipe or a properly constructed hood to a return-bend 
or cowl, as we consider the latter liable to be closed by ice during very 
cold weather. From our correspondent's experience it appears that the 
hoods were so constructed that ice readily formed and closed them, 
while return-bends were found open. After this experience we should 
advise that open pipes be used, and, if it is necessary to prevent articles 
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from being thrown down the pipe, our preference would be an open- 
mouthed pipe sufficiently high to be beyond the reach of children, and 
properly supported. 

A similar experience to that of our correspondent was brought to 
our attention also about that time, and on frequent occasions since 
we have expressed our objection to the return-bends or hoods of this 
description for this climate, and even the wire-basket, in localities north 
of this, we should apprehend, would close up and become a ball of ice, 
unless the mesh were large. 



OBJECTION TO CONNECTING BATH-WASTE WITH 
WATER-CLOSET TRAP. 

Q I HAVE for sometime past been troubled with a bad odor which 
comes from my bath-tub, the waste of which runs into the trap of a pan- 
closet, which is on the other side of the partition. The soil-pipe runs 
full size through roof and is in full view in its course through the 
house, and is provided with foot-ventilation outside. Three times I 
have applied peppermint as described in a late issue of your paper. 
Twice I stopped up the roof outlet after putting in the peppermint 
there ; also the pipe at the foot in the yard. The other time I left them 
open, but in neither case could I find the slightest traces of pepper- 
mint. 

I am confident that the soil and waste pipes are perfectly tight, yet 
the smell continues. 

Will you be good enough to inform me through your journal what I 
can do to remedy the trouble ? 

A, It does not follow because the soil-pipe is run through roof and 
provided with foot-ventilation, and that all pipes are perfectly tight, 
that a pint or quart of peppermint would be sure to disclose the evil 
arising from this particular as well as many other cases of bad plumb- 
ing. We have repeatedly pointed out the danger of connecting bath or 
other wastes with water-closet traps. 

To make the matter plain to our correspondent, and for his 
benefit, and in order to satisfy others who, like him, think it is all right 
to go and do a job like the one in question, we ask them to take a piece 
•of tissue-paper, wet it and place it over a bath-waste — connected like 
the one above described — ^then pull up the closet handle, or empty sud- 
denly a pail of water into the closet, and it will be noticed that the paper 
has been blown off by the rise of water in the trap, which displaces a 
portion of the foul air in the waste-pipes into the room. 

If our correspondent will call in a respectable plumber, and allow 
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him to put a trap under the bath with a vent-pipe from same and con- 
nect the waste-pipe directly with the soil-pipe, no more bad odors will 
emanate from the bath. 



HOW TO ADJUST THE INLET AND OUTLETS OF TRAPS. 

Q. Please give me your idea on this subject : A claims that 
the pipe ^ in trap in Figure 51 should be as high or even higher than 
shown. He says that a current of air passing through pipe a will 
sjrphon out the trap. 

On the other hand, B claims that in trap Figure 52, pipe d should be 
as low as shown, or even lower. Now, if the water comes down pipe d 
and goes out pipe a with a rush, it will not have a chance to syphon 
out. Who is right or wrong? 

A. The ability to resist sjrphon-action is not in this case affected 
by the location of the pipe ^, since this does not affect the amount of 
water in the trap, the depth 
of seal being apparently the 
same in both. It should be 
borne in mind that to syphon 
out the trap there must be a 
partial vacuum in the pipe 
a — 1\ e.y a part of the air has 
been withdrawn by the de- 
scending column of water, so 
that the atmospheric pressure 
is less on that side of the 
water-seal than at ^, in which 
case the atmospheric pres- 
sure at d will force out the water until it supplies the vacuum, or what 
is lacking at a. To accomplish this the water would be forced out at a 
until it fell below r, so the air could pass through and make the atmos- 
pheric pressure the same on both sides. It is for this purpose that 
traps are vented, so that the vents may supply the air and not oblige 
the taking out of the water so as to get the air from the other side of 
the water-seal. So far as the inlet of ^ in Figure 5 1 is concerned, it is too 
high to be of much service to the fixture it is presumably intended to 
serve, since a slight lowering of the water-line will open direct commu- 
nication between a and the fixture at the other end of ^. In fact, it is 
not good practice to use one trap for two fixtures ; each should have 
its own trap wherever practicable. 
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Figure 53. 
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HOW TO PROTECT TRAP WHEN SOIL-PIPE IS USED AS 

A LEADER. 

Q, Where a water-closet or other fixture is connected with soil- 
pipe also used as a leader, is there any way of securing the trap on the 
water-closet from syphoning when the leader is gorged with rain ; or 
would it be preferable to disconnect it entirely? The water-closet is 
on an upper floor, say twenty-eight feet from the roof. The leader 
is 4-inch, and the water-closet trap has no separate ventilation. 

A. A vent-pipe, not less than three inches in diameter, should be 
taken from the highest point of the trap to above the roof. In this case 
it should not branch into this soil-pipe. 



SIZE O^ VENTILATING-PIPES FOR TRAPS. 

Q, Will you be kind enough to inform me through the columns of 
your paper on two points which I have no means of deciding — ^viz.: 

J^'irsf — ^What proportion should the area of a pipe, ventilating a 
trap, bear to the area of the pipe on which the trap is located ? 

Second — Is the placing of a gully with trap, at level of yard, the best 
way of breaking connection between a rain-water leader and the main 
house-drain ? Would frost injure its efficiency ? 

Being somewhat of a novice in sanitary engineering, an answer with 
the weight of authority your paper carries with it will greatly oblige. 

j4. The size of apioe used to ventilate a trap, should be as near the 
size of the trap as practicable and depends largely on the distance such 
a pipe has to go to reach air. Moreover, if the climate is a frosty one, 
say above a latitude of 40 degrees in the United States, the part of the 
pipe extending through the roof should not be less than four inches in 
diameter in any case, to prevent its being filled up with ice from con- 
densation. 

Second — ^The gully with strainer on a level with surface of yard with 
a trap below is a good method of breaking the connection of rain-water 
leaders with drains, provided the trap is supplied with water by some 
more reliable source than the rain ; otherwise it might dry up and leave 
the trap inoperative ; also, provided the water in the trap is protected 
from freezing, which is purely a local question, depending on climate 
and exposure. 
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HOW TO PREVENT CONDENSATION FILLING 
VENT-PIPES. 

Q. Will you please advise me what means plumbers in your city 
take to prevent condensation filling vent-pipes and making them no 
good ? It is not always possible to give them a steady pitch. 

A, They are so arranged that there are no pockets or traps in 
them, and so that the water of condensation can flow back to the waste- 
pipe in some way. It sometimes requires considerable ingenuity to ac- 
complish this, but that should be exercised every day in the plumbing 
business. 



VENTILATING SOIL-PIPES. 

Q. Is IT more desirable to ventilate soil-pipes upon the roof or into 
a heated chimney-flue ? Also, is there any objection to making a store- 
house for ice under a comer of a house in the country ; can the ice be 
stored there without creating dampness in the vicinity, and will it keep 
as well as if stored in buildings for the purpose ? What is the best plan 
of construction ? 

A. Soil-pipes should always be extended to the open air, either 
through the roof or at a proper point on the side of the building, in as 
direct a line as can be found above the upper fixtures by which drainage 
is admitted. The objections to having them enter a chimney-flue are as 
follows : The flue may not always be heated. Even kitchen-flues are 
sometimes cold in summer, when temporary stoves are used in some 
outer room for cooking. At such times the draught is very apt to be 
downward, bringing the air from the soil-pipe directly back into the 
house. Moreover, the joint where a metal pipe enters a brick flue is 
never a tight one for any length of time. The iron pipe is changing its 
length with every change of its temperature, working back and forth, and 
crumbling the mortar away around it. Such joints have given out a 
very unsavory smell in certain houses where the writer has seen the 
experiment tried. 

If the soil-pipe is extended up inside the flue quite to its top and 
three feet above it, there may not be as much objection. But such a 
position renders it difficult, if not impossible, to repair it without taking 
down the chimney, whSe the gases given off by burning coal are quite 
corrosive to cast-iron, &o the pipe will not endure so loikg in a chimney 
as if outside of it. 

While upon tbfe subject, it may be well to refer to the need of 
securing a permanently open end for the soil-pipe in the open air. The 
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severe weather of last winter gave rise to considerable accumulations of 
ice at the openings of such pipes. It arises from the condensation of 
the watery vapor that always comes up from the drains below, and which 
freezes to the side of the pipe as fast as it condenses. An inspection of 
a number of roofs in Boston has shown a collection of ice in all the pipes 
so examined, from half an inch to an inch in thickness. Where cowls or 
caps of any kind are used, the openings are sometimes entirely closed* 
Straight open ends of four inches diameter are the safest. 

Ice should never be stowed under a dwelling. Its constant drain- 
age and condensation of vapor from the surrounding air keeps every- 
thing damp. Ice is found to keep best when packed in masses above 
ground, and surrounded by a double-boarded frame, filled with sawdust 
or shavings, to check the circulation of air. The roof should also be 
double, with a confined air-space between the sheathings. 



HOW TO DETECT ACCIDENTAL DISCHARGE INTO TRAP 

VENT-PIPE. 

Q, I HAVE had a case of plumbing brought to my notice, where the 
pipe from a sink stopped up between the trap and the soil-pipe. How 
long it had been so no one seemed to know, as the water that should 
have passed down the waste-pipe passed over through the vent-pipe, 
and found its way into the soil-pipe through the vent-drip. What is the 
usual way in your city to prevent this ? 

A, When the vent and soil pipes are carried in a recess back or 
near the sink, introduce your Y-branch into the vertical line of vent- 
pipe, half-way between the bottom and the ipper edge of the sink, or 
other fixture. This will cause the water to show in the sink should the 
waste-pipe be stopped beyond the trap, but will not allow the sink ta 
run over. 

If the pipes are all below the floor, arch the vent-pipe up behind 
the sink sufficiently high to raise water into the bottom of the sink, but 
not high enough to run over. 



WHY TRAPS SHOULD BE VENTED. 

" The writer of this letter recently submitted a bid on the plumb- 
ing-work of an eight-story and basement building, having water-fixtures 
on all stories. There are fiftieen stacks of cast-iron pipes extending 
through from cellar to roof (eight of 4-inch and seven of 2-inch pipes). 
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The fixtures consist of 159 wash-stands, fifty-five water-closets (cistern), 
about the same number of bath-tubs, together with other fixtures. One 
of the features of the specifications is that the traps of the water-closets 
alone are all the traps which are required to be back-vented in the 
building. Many of the other fixtures, particularly the wash-stands, are 
remote from the upright pipes into which they discharge. One 2-inch 
pipe receives the waste of fourteen, and two other 2-inch pipes receive 
the waste each of twelve wash-stands. The specifications state that no 
back-vent pipes are to be put on these wash-stand traps, and no other 
means are devised to preserve an equilibrium of pressure between the 
inside of said pipes and the atmosphere. The writer suggested that 
the lead-safe pans, four pounds per square foot, be changed to three or 
two and one-half pounds per square foot, making a saving of nearly two 
tons of lead, the value of which could be applied toward back-venting 
fixtures. The suggestion was not favorably received by the architect. 
The proprietor of the building is desirous of having the best class of 
work. The writer will be pleased to read any criticisms on the above, or 
any recommendations you may think called for." 

The above letter has a somewhat melancholy and discouraging 
effect upon all who have been laboring to convince the public that it is 
useless to expect traps to serve any good purpose when placed on such 
small waste-pipes as two inches, unless every trap is vented to the open 
air by a pipe as large as the waste itself. The experiments of Messrs. 
Philbrick and Bowditch proved this most conclusively. We can only 
regret that such an ajchitect as is above referred to should have 
neglected to read that report to the National Board of Health. 
No one who had read the clear statements contained therein 
could fail to appreciate the risks incurred by placing traps under 
fixtures on 2 -inch waste-pipes with no air- vents. Such traps are 
mere "man-traps" and not water-traps, for they give a sense 
of security to the owner or occupant of the building when in reality 
none exists. If the plumbing should be executed in the manner above 
described by our correspondent, it will not be many weeks after 
occupancy before the traps can be found empty for about half the 
time under the wash-basins and the whole length of their waste-pipes 
ventilating into the rooms which they are intended to serve. No better 
contrivance can be devised for supplying foul gas in a constant stream 
to the interior, after artificial heat is applied in winter, than the methods 
above proposed. The large number of basins draining into single lines 
of pipe will add to the risk by the frequent draughts of air which will 
rush down, gurgling through the traps of these wastes to supply the 
vacuum created by the discharge of other bowls connected with the same 
line. The remoteness of some basins from the vertical lines constitutes 



Digitized by 



Google 



7 2 HOUSE-DRAINAGE. 

another element of danger, as every plumber will appreciate who has 
had occasion to open and clean out the horizontal waste-pipes used in 
such cases. The 2 -inch wastes used in such lines, under the flows, will 
soon become nearly filled with a putrid, slimy lining, which by its con- 
stant fermentation will supply gas enough to contaminate a whole block. 
We hope the proprietor of this building will be invited to read the record 
of the experiments alluded to on this subject,^ even if the architect he 
employs does not find time to do so. In these days of cheap printing 
the great trouble is to know how much to read and what selection out 
of the plethora of current literature. But however difficult it may be 
for all proprietors of buildings to keep well posted on such subjects^ 
there is less excuse for the architects, who should at least be able to 
attend to the specialties connected with their professions and make 
proper use of the facts placed before them from reliable sources. 
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SYPHONING WATER THROUGH A BATH-SUPPLY. 

Q. The writer, while repairing the connections to one of the many 
styles of bath-tubs which admit the water at or near the bottom, no- 
ticed that when the tub was filled, and the water shut off at the stop and 
waste in the cellar, upon opening the cocks in the tub the water 
syphoned back through the stop and waste. This is, in his opinion, a 
fault with tubs of that kind, or rather in connections of that kind, and 
one which, in the judgment of the writer, might be easily remedied. 
Let the manufacturers see to this, and further improve a good thing. 

A. It is not clear how manufacturers can guard against such a 
contingency. As a practical question, we imagine such an occurrence 
as that cited must be uncommonly rare, though we recently heard of 
a case where a small service-pipe conveyed water under a light pressure 
to a bath, and below it to a pantry-cock and sink. On one occasion, 
when the bath-cock was open and a person was bathing, the pantry-cock 
below was also opened and speedily began to discharge dirty water, be- 
cause there was not sufficient pressure to deliver at both points, the 
water being drawn from the bath and discharged below. 

If baths are to be supplied in this way, the inlet should be above 
the usual water-line, though in such cases the special object of the end- 
supply is lost, since it is used to avoid the steam from the hot water 
running in. If the bath-supply were taken from a tank, there would be 
no risk of such an occurrence, but if, as in the case cited, the bath-cock 
is supplied from the same pipe that supplies several cocks below it, the 
opening of one or more of these lower cocks would draw the water back 
from the bath, providing its cock were open. We should, therefore, 
when the bottom supply is used, either rely on tank-supply, or be sure, 
if it is from street-pressure, to have the supply-pipe of sufficient size to 
permit water to flow at the bath, even if all the taps below it were open. 
In any case, it is another instance where the judgment of the plumber 
must be exercised. 

Mr. Stephen H. Terry, of London, relates his experience as follows 
with regard to the foregoing : 
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" I will State my own experience, which goes to prove that water 
may be so sucked into the service-pipe, and delivered (mixed with 
water from the cistern) at taps below, the only requirements necessary 
to fulfill these conditions being that the tap or taps at the lowest level 
shall be open and capable of discharging (cognizance being taken of the 
difference in head) slightly more than the orifice of the service-pipe at 
its junction with the supply-tank. 




FlGURS 53. 

" I have a cistern at the top of my house which holds about 500 gal- 
lons ; this is on the third floor. On the second floor is a bath-room, 
closet and draw-taps. On the first floor is a lavatory and closet, on the 
ground-floor is a closet, and in the scullery a ^-inch screw-down draw- 
off cock. About five weeks since, wishing to clean out my lead cistern, 
I commenced by running off the water, for this purpose opening the 
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scullery and lavatory draw-off cocks, and fixing the pedal of the base- 
ment-closet open. Water was plentifully discharged from all of these. 
I then proceeded to open the draw-off taps in the bath-room on the 
second floor, about ten feet lower than the water-level in the tank (the 
tap from which the water was running being about thirty-six feet below 
the water-level). To my surprise, instead of water coming out, air was 
sucked in, with much gurgling sound. On going up to the tank over- 
head, I found there was still two feet deep of water in it; while air and 
water were being discharged below with considerable noise. 

'^ I may mention that the service-pipe is a small one, one inch in 
diameter, and this is slightly — ^very slightly — ^throttled at the place where 
it is soldered into the bottom of the tank. 

" From the above description it is evident that all that is necessary 
for the suction of bath-water, or other even more objectionable liquid, 
into the service-pipe, is that the supply to bath or sink, or, for that 
matter, closet, should discharge below the level of the water in such 
bath, sink, or closet, and such conditions, unfortunately, are not diffi- 
cult to fulfill. A bath may be left full of dirty water at a time when the 
cistern above is nearly empty, the supply-cock may be open, the taps in 
the basement may be opened, and in that case the whole of the bath- 
water might be sjrphoned out through the supply-cock, as soon as water 
comes on from the main to start the syphon. Sinks and closets may 
become choked with tea-leaves or thick paper, and other material which 
should not be thrown in. 

" The lesson to be learned from this is that the regulations of the 
Metropolis Water Act, 187 1, framed partly to prevent waste of water 
and partly for purposes of promoting public health, should be attended 
to. I quote Regulation 26 : 

" * In every bath hereafter fitted or fixed the outlet shall be distinct 
from and unconnected with the inlet or inlets ; and the inlet or inlets 
must be placed so that the orifice or orifices shall be above the highest 
water-level of the bath. The outlet of every such bath shall be pro- 
vided with a perfectly water-tight plug-valve or cock.' ' 

We are glad to record this further instance of the risks incurred in 
a supply to a bath entering below the water-line, especially as our atten- 
tion has been called to another case, in which, as in the one cited above 
and in those which we have before cited, the mishap seems to have been 
due to insufficient size of main supply-pipe to the various fixtures. The 
risks of direct supply to a valve on a water-closet without the interven- 
tion of a cistern are also above forcibly illustrated. 
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EMPTYING A TRAP BY CAPILLARY ATTRACTION. 

Q, I WAS requested a few days ago to investigatethecauseof a ter- 
rible stench, similar to that found in a sewer, which filled the bath-room 
(which also contained a water-closet) almost to suffocation, during the 
early hours only of each morning, and until the water-closet had been 
used or the bell-pull lifted. The cause for this terrible stench was 
found to be a most peculiar one indeed — viz., a large 4-inch P-trap 
being syphoned by capillary attraction. 

The entire plumbing-work was carefully examined, but no leak or 
other defect was visible. Yet the trap under the water-closet was 
found to contain very little, if any, water for several consecutive morn- 
ings. Then a series of the usual but most severe trials or attempts were 

made to S3rphon this 
trap (there is a similar 
bath-room above this 
one, and all using the 
same soil-pipe), all of 
which failed. 

Then the water- 
closet, etc., was re- 
moved, and the follow- 
ing was found — viz. : 
The trap was found to 
be a hand-made^ sol- 
dered, side-seam one, 
made of sheet-lead. In 
soldering the seams 
some of the hot metal 
had been permitted to 
protrude beyond the /«- 
ner side of the trap, and 
thus formed a project- 
FicuRB 54. ing « peg," on which a 

large cloth had caught in attempting to pass. As the closet necessitated 
the use of a considerable quantity of water, the effect was to attempt to 
carry the cloth out of the trap, but the actual result was to firmly retain 
one portion of the cloth at the lowest point (nearM of the trap, and carry, 
in a continuous line, the remaining portion up and out into the soil-pipe, 
thus completely sjrphoning the water from the trap during the night hours, 
when the water would not be replaced at short intervals. A similar cir- 
cumstance was found in the trap of a kitchen-sink almost two years since. 
However, in this case the trap had first caught some shreds of cloth on 
the rough edges of the trap-screw, the result being almost identical with 
the above. I send you herewith a sketch of the first described trap, which 
you are at liberty to use in such manner as you deem proper. 

A, The trap described above was an old-fashioned one, such as is 
not made nowadays. Yet the imperfection seems to have served a good 
purpose in this case in drawing attention to the cloth in the trap. If 
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it had been washed through it would have been very likely to make a 
dam at some other point less accessible than this one, and render it 
necessary to cut the pipe open to get it out. If the water-closet had 
been a simple hopper with accessible trap there would have been no need 
to remove it, for any one could have reached the cloth in a moment. 

Moral-— Avoid complicated fixtures, and preserve all textile fabrics 
for paper stock instead of putting them down the drains. 

We believe that a few months ago a New York plumber had his 
attention directed to this same capillary action, and made several ex- 
periments upon it, which satisfied him that, under some circumstances, 
it could and did cause the loss of seal where other explanations failed 
to account for it, all of which enforces the moral cited above. 



AS TO SAFETY OF STOP-COCKS ON HOT-WATER PIPES. 

Q, Is IT safe to put stop-cocks on the hot-water pipes from a boiler, 
so that in case of bursting pipe, or other reason, water can be shut off ? 
If not, what is the reason, and how can precautions be taken ? 

A, It is safer to have no stop-cocks on hot-water pipes. If the 
stop-cock on the cold-supply pipe to the boiler is closed, there would be 
no pressure on the hot-water pipes, which pipes could be emptied by 
opening the hot-water faucet over the sink. 



HOW TO BURNISH WIPED-JOINTS. 

Q. I HAVE just finished the fitting-up of a double boiler, and while 
I work with fine metal and am particular, the owner recommends bur- 
nishing the joints. Can you give me any information how to do it ? 
He wants them to look like silver. 

A. You may burnish a joint with any smooth and round steel 
burnisher, first carefully removing any roughness with a rasp and file. 
If you succeed in getting a smooth, bright surface, which is exceedingly 
difficult on such soft metal, you may then coat it with white varnish to 
prevent tarnishing. On the whole, we do not think it will improve the 
appearance of your work, while it may convey the impression the 
plumber was not capable of wiping a good joint, and that he trimmed 
it into shape. 
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ADMISSION TO THE NEW YORK TRADE-SCHOOLS. 

Q. I HAVE read so much about plumbing apprenticeship in your 
valuable paper that I would like to know under what conditions I could 
get into the Trade-Schools. If you would be kind enough to inform 
me I would be ever so much obliged to you. 

A. No examination is required to be passed in order to enter the 
schools. The management prefers that the pupil should not be too old 
to begin learning a trade, nor too young to appreciate the instruction — 
say not under sixteen nor over twenty-five at most. But no hard-and- 
fast rule exists, and doubtless any one who showed that he was capable 
of improving himself would be admitted. The charge for instruction in 
the New York Trade-Schools is $3 a month, or $10 for the full course. 
We would advise our correspondent by all means to call at the Trade- 
Schools and see the manager. A personal interview will in a few 
minutes give him all the information he needs, and he can then decide 
for himself what he will do. The schools are located on First Avenue, 
between Sixty-seventh and Sixty-eighth Streets, and are open until 
ten p. M. 



IRREGULAR WATER-SUPPLY. 

Q. The water-works in my house act so singularly that I would 
like very much to have the opinion of some of your readers versed in 
such matters as to the real cause of the trouble before I attempt to do 
anything to remedy it. I inclose a sketch of the boiler and kitchen-sink, 
with its hot and cold water-supply, which I hope will be of service. The 
difl&culty is : 

jFirst — The water rises to the second floor only for a short time 
during the night, although the houses on each side of me have it all day 
on that floor. 

Second— On opening the cold-waUr faucet of the kitchen-sink the 
water runs cold for an instant, then hot for a little time, and then cold 
again ; and this thing goes on as long as the faucet is open. 

Third — The hot-water faucet delivers a strong stream at first, then 
reduces to a mere dribble, then strong again, and so on. 

You can imagine how annoying this is, and if you can do anjrthing 
to solve the problem you will greatly oblige. 

A. The conditions of your house-plumbing presents a singular 
combination, noticeably as respects the second and third difiSiculties. 

In answer to your first point, the pipe from the street (if it is the 
same apparently as your neighbor's) must have at some part of its 
length a greatly reduced area, so that when there is a decreased pressure 
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in the main (in the day-time) enough does not force through to give the 
required head within the house when a lower faucet is opened, or there 
is any steady drain, such as a leak, between the house and the 
contraction. 

The second diflSculty is a result of the first When you open the 
cold faucet the water within the pipe (cold) runs out ; then in consid- 
eration of the very small passage in the pipe, the head of water which 
has accumulated in the pipes above the boiler runs back through the 
boiler and through the cold faucet. When the water has thus run 
down to the top of the boiler, cold water will come again slowly in the 

intended direc- 
tion ; but it will 
not again repeat 
the operation un- 
less the pressure 
within the ser- 
vice-pipe is sub- 
ject to fluctua- 
tions, which are 
not likely to take 
place during the 
day, and which 
only can be ac- 
counted for on 
the supposition 
that you and your 
neighbors — one 
or both — are 
branched from 
^ the same tap, and 

FicuRK 55. that you alone 

have a stoppage inside the junction with their branch. The explanation 
just given applies also to the third question. The hot water flowing 
downward from the pipes in the house, passing through the boiler a 
little strongly at first until the head is gone, then reducing to the amount 
of water which will pass the obstruction — fluctuations being attributed 
to the same cause as before. If there is sufficient pressure in the street- 
mains to raise the water at all times in the house, as indicated by your 
neighbor, large piping will cure the trouble with a tap to yourself. 
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HOT WATER FROM THE COLD FAUCET, AND HOW TO 

PREVENT IT. 
A GENTLEMAN from Brooklyn writes to confinn our views ia 

reference to the preceding question, particularly the answer to the 
SECOMD STORY second difficulty, which. 

he also experienced and 
which our hint set him 
to investigate intelli- 
gently : 

"The inclosed dia- 
gram, which I believe 
is a correct copy of the 
plumbing of a great 
part of the small brick 
residences which are 
being built in this city 
(Brooklyn), represents 
the principal features 
of the hot and cold 
water - supply of my^ 
house. 

"You will notice that 
for cold water to enter 
the boiler it must flow 
past the cold-water fau- 
cet at the sink. If, now, 
some one opens the hot 
water faucet at the bath- 
tub or one of the wash- 
bowls upstairs, and 
some one else goes to 
draw cold water at the 
sink, say to rinse his 
hands under the faucet, 
he is likely to take them 
away with a start, and 
for a moment think he 
is scalded, and that he 
riGUKs 50. has opened the wrong 

faucet, but upon further trials he will find it is the faucet intended to be 

the cold one, and upon trying it again he is treated to a similar experience^ 
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This I could not always repeat before I saw your answer, and when I 
brought persons to try my geyser I was generally disappointed, but now 
when I want to show any one how to draw hot water from the cold 
faucet I send one of my children to open a hot-water faucet upstairs. 

"The reason of it is plain to me now. The j^-inch pipe from the 
street is not large enough to send water to the upper floor when cold 
water is being drawn down-stairs at water-closet or wash-tubs, and the 
accumulated head of water in the hot pipe running upstairs flows back- 
ward (the pressure being reduced) into the boiler and over through the 
cold pipe and faucet until the water finds its equilibrium somewhere 
between the top of the boiler and the second floor. 

" This can be repeated continuously, and one hand may be placed 
where the word cold is and the faucet manipulated with the other, when 
hot and cold water will be found to pass back and forth with each 
increase and decrease of pressure." 



DISPOSAL OF BATH AND BASIN WASTE-WATER. 

Q. As A personal favor, will you tell me if there can be any harm 
in allowing waste-water from bath and wash-basin to run into an open- 
side cesspool (covered at top), such cesspool being in gravelly ground ? 
Water-closets and wash-tubs will be connected by a separate pipe to 
cemented cesspool. House is in the country, and open*side cesspool 
would be loo feet from house. 

A, Such a cesspool will contaminate the soil about it quite as surely 
as if receiving the drainage of water-closets, though perhaps not quite 
so rapidly. It is better to distribute the refuse on or near the surface. 
A collection of waste-water from bath-tubs and wash-bowls will become 
as foul as any other refuse from the house, and differs only from other 
refuse in being diluted by a greater bulk of water. 

The disposal of house-sewage in suburban residences is a very 
troublesome question, especially where a public water-supply is afforded 
without sewers — a state of things which is not compatible with public 
safety. Distribution on the surface i§ the simplest method ; but this 
requires at least an acre about every house, in order to make it free 
from offense. 

It can be distributed in porous tiles about ten inches under iht sur- 
face on smaller house-lots if the conditions are favorable — ^viz., a well- 
drained or porous soil. 
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Whether on the surface or beneath it, there must be slope enough 
to allow the sewage to flow by gravity from the bottom of the cesspool 
to the place of distribution, otherwise pumping is necessary, which is of 
course onerous. When distributing in pipes beneath the surface, it is 
usual to lay 2-inch unglazed tiles, with joints at least one-quarter of an 
inch open, in trenches ten or twelve inches deep, graded with a uniform 
fall of not over an inch in ten feet at most, and sometimes not over half 
this amount. Sufficient ramification and length of pipe must be pro- 
vided to give a capacity of at least one-half that of the cesspool or tank 
to be discharged ; the other half is generally soaked away during the 
flow. It is important to secure an intermittent flow in the tiles. If a 
constant driblet flows into them they will always be choked in a short 
time. When on a larger scale, as for hotels and public institutions, 
Field's flush-tank is used with success to secure this periodic or inter- 
mittent flow, but it does not operate so well for small cesspools. If the 
water-supply is limited to what is pumped by hand in the house, the 
discharge can be made by means of a stop-gate laid in the outlet-pipe 
leading from the bottom of the cesspool, and operated by hand when 
required, as described in Philbrick's " American Sanitary Engineering," 
page 93. The tiles adapted for this purpose are readily obtainable. 



TO PREVENT CORROSION OF TANK-LINING. 

Q. We have a tank lined with copper and supplied with water from 
a well. There is some substance in the water that causes the solder to 
corrode. Can you inform us of anything with which we can cover the 
inside of the lining that will prevent the action on the solder ? 

A. We think that a coat of "black varnish,*' put on when the tank 
is perfectly dry, would prevent the water from coming in contact with 
the solder, and consequently prevent the corrosion. 



\ 



NUMBER OF WATER-CLOSETS REQUIRED IN A 



^ FACTORY. 



Q. In putting in water-closets for a large factory in an Eastern city, 
employing in one large building perhaps 300 hands, about one-half of 
whom are women, the question arose how many water-closets would be 
needed. Will you please inform me whether sanitary engineers have 
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:adopted any ratio for such or similar cases ? I have thought that perhaps 
your city Board of Health may have considered the question in connection 
with your densely-populated tenement-houses, and if so, would like to 
know their regulations in the matter. Also, whether under such circum- 
stances, as all the closets will be on one soil-pipe — i. e.y arranged directly 
over one another in a shaft or annex, and will be flushed with 2-galion 
flushes from cisterns — a. 5-inch drain-pipe, iron, running some distance, 
with a fall of one in forty, will be sufficient to take care of the wastes 
and occasional foreign bodies thrown in by carelessness, without risk 
of obstruction. 

A. We think you would require at least sixteen water-closets — eight 
for each sex. The pipe proposed is large enough. It should be provided 
with hand-hole screws to admit of the removal of obstructions. You do 
not state how many operatives will be employed on each floor. Our 
rule would be to provide at least one closet for each twenty operatives 
on a floor. 



SIZE OF BASIN WASTES AND OUTLETS. 

Q, What do you consider the proper size for wash-hand basin 
waste-pipes ? Is it well to have so great a difference as is common 
between the outlet of the basin and the trap ? Would not the latter be 
more thoroughly flushed and kept cleaner if the hole in the bottom of 
the basin and the coupling connecting it with the waste-pipe were of the 
same size as the latter ? Do you approve of bars or strainers over the 
outlet of basins and baths, and of the ordinary plug attached to a chain ? 
Is there any way of doing away with the latter without using a patented 
device ? 

A. The outlets of basin-plugs could with advantage be larger. It 
is necessary to have the strainer to keep articles from dropping in and 
•choking up the trap. The ordinary Boston waste-cock is not patented, 
though the fact of a device being patented should be no objection to 
its use. 



TAR-COATED WATER-PIPE AFFECT TASTE OF WATER. 

Q. I DESIRE to use some 8,000 feet 3-inch tar-coated cast-iron pipe 
to convey water from a mountain spring. Is there any danger of there 
being any taste of tar in the water ? 

A, There is no danger of the tar imparting a taste to the water if 
it is properly applied to the pipe. When water is first introduced it is 
better to let it run to waste for a few hours. 
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HOW TO DEAL WITH POLLUTION OF CELLAR-FLOORS. 

Q. Last winter the water-pipes and the soil-pipe in my house in. 
Brooklyn burst, and after some days we accidentally discovered that 
water-closet filth had leaked down and saturated a large place in the 
cellar-bottom, which is simply the natural soil, not cemen^^'rd, nor even, 
floored over. Now that warm weather is coming on, I am afraid of 
consequences and think of moving out. I have taken dry, clean earth 
and spread over the saturated place, and that has seemed to purify the 
air. Is there anything else to be done ? Are there any disinfecting^ 
substances which can be tried with success, or must the cellar be dug- 
out ? I may say that the landlord of this house will do nothing if not 
compelled to. It was only when the plumber whom he hired refused to 
patch up the pipe and insisted on putting in a new one that he would 
have it done. 

A. We should remove the foul earth and replace with new. 



HOW TO HEAT A BATHING-POOL. 

Q, Will you please inform me how I can heat a bathing-pool, 84 
feet long, containing about 72,000 gallons of water, the size of pipe 
that would be necessary, and how long you think it would take to heat ? 
Also the size of boiler necessary. 

A, If you wish to warm 72,000 gallons of water, say from 30° to 
70° Fah., it will take the heat of about 2,160 pounds of steam to do it. 

If you wish to do it in an hour from the time steam is turned on, it 
will be necessary that the boiler should have a heating-surface of not 
less than 800 square feet. 

If noise is no object when warming the water, a 4-inch steam-pipe 
leading to a 4-inch header at the bottom of the tank, from which about 
30 lengths of i-inch pipe are run, open at the free ends, but reduced to 
the size of about a ^-inch pipe, may be used to good advantage. 

A more expensive apparatus, which may be made noiseless, is a 
somewhat similar coil of i^-inch pipe, but closed, the condensed 
water being pumped back to the boiler instead of being allowed to mix 
with the water in the pool, as in the first method. The surface for this 
coil will have to be a matter of experiment. 

At the New York Natatorium, Fifth Avenue and Forty-fifth Street, 
the water is warmed by being circulated directly through the boiler, as 
in a hot-water apparatus, and is the system we would recommend, a 
boiler of about 300 feet of surface being sufficient, on the assumption that 
the time for first heating the water is no object, say three to five hours> 
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after which a slow fire can be made so as to maintain the temperature 
required. 

Of course, where the water from the boiler is discharged into the 
pool, care must be taken that the hot current cannot scald any one, a crib 
or some arrangement being required. 



OBJECTIONS TO GALVANIZED SHEET-IRON SOIL-PIPE. 

Q. In a specification with plan, recently published in the Bulletin, 
for a cheap farm-house and barn, I notice that the architect provides 
for a 4-inch tile-drain from cesspool to sink, the sink to be connected 
with the drain by a 2-inch lead pipe ; also that a cast-iron slop-hopper 
is to be connected with the drain by a 3-inch No. 24 galvanized-iron 
pipe. Now, is not this bad practice ? Will there not be considerable 
difficulty in connecting a 2-inch lead pipe with a 4-inch tile-drain, so 
that there will be no leaks ? and should not the use of galvanized-iron 
for waste-pipe be condemned, on account of difficulty of making a tight 
seam? 

A. You are quite right in your apprehension about the use of gal- 
vanized sheet-iron between hopper and drain. It is a little better, pos- 
sibly, than canvas, because it might be tight a little longer, but we 
should expect it to be full of holes inside of a year. With care the lead 
pipe might be connected with the tile-drain, but a 4 x 2 Y should be 
used, and the connection should be below ground and carefully 
cemented, for, while it might be water-tight, we think it doubtful 
whether, if exposed, it would long remain gas-tight. 



TO PREVENT RUST IN A SUCTION-PIPE. 

Q. My pump is situated about sixty feet from the cistern, with a 
1-inch iron pipe for suction, but every time the pump is used a large quan- 
tity of water has to be wasted, on account of the rust in the pipe. Would 
you have the kindness to let me know that if I use a tin pipe in place 
of the iron one if it would be perfectly safe to use the water which 
remains in the tin pipe overnight ? Would there be any danger in using 
lead pipe ? 

A. Unless there was some peculiar character to the water of which 
we have no knowledge, a tin pipe could be used safely. We should not 
recommend the use of lead pipe in such a case. It would probably be 
necessary to waste as much water as with the iron pipe now in use. 
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AUTOMATIC SHUT-OFF FOR GAS PUMPING-ENGINES 
WHEN TANK IS FULL. 

The following inquiry has suggested a description of an automatio 
arrangement for turning off the gas-supply to a hot-air pumping-engine, 
recently arranged by Messrs. Pasco & Palmer, plumbers, of this city : 

Q. Can you let us know whether there is any device whereby the 
gas-supply to the caloric pumping-engines can be shut down to a mere 
spark when the water-tank is full, and turned on again when the tank is 
empty, automatically ? 

A. The device represented in the drawing does not do what our 
correspondent asks for, which would seem to be a much more difficult 

thing to accomplish 
than to simply turn off 
the gas, since the hot- 
air pump in most com- 
mon use is a single- 
crank engine, requiring^ 
the proper adjustment 
of the piston before 
starting. 

The following is an 
explanation of the ar- 
rangement shown in 
the sketch : On the gas- 
pipe d supplying the 
engine is a stop-cock, 
on which a grooved 
iron wheel takes the 
place of a handle. A 
chain, attached to a pin 
at the point a in the 
circumference of the 
Figure 57. whcel, passcs ovcr the 

top and supports a small tin pail, c. The end of the tank tell-tale ^ is 
brought over the pail, so that the weight of the water discharged into it 
will cause the pail to fall, thus turning the wheel and closing the valve 
on the gas-pipe. Before starting the pump again the pail is emptied. 
The large pipe /, shown on the right hand, is an air-chamber on the 
suction-pipe to supplement the smaller one attached to the pump. The 
stop-cock g, at its foot, is for removing all the water from it. 
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There are other devices for the same purpose, such as a small tank 
under the tell-tale, containing a float connected with the valve on the 
gas-pipe, but the arrangement shown above is simpler than anything we 
have seen for the purpose. 



PAINT TO PROTECT TANK-LININGS. 

Q. Please inform me of the best mixture of paint to use on lead- 
lining of tanks. The lining is full of pin-holes, and has only been in 
use a year. It is lined with 6-pound sheet-lead. The tank is used for 
supplying water-closets. 

A. We know of nothing better than what is sold as "black varnish." 
There are two different articles sold under this name. One has a basis 
of coal-tar, and when used may be diluted with naphtha ; the other has 
a basis of natural asphalt, and may be diluted with spirits of turpentine. 
We do not know that one is more durable than the other. The tank 
should be perfectly dry when the paint is applied. We do not know 
how long, at the longest, such a coating will last, but it can be renewed 
at a trifling expense whenever the tank is cleaned. 



VACUUM-VALVES NOT ALWAYS RELIABLE. 

Q, My inquiry of October 13, to which you now very kindly reply, 
was prompted by the fact that in a new building fitted with a copper 
boiler of the best make, supplied with the safe and vacuum valve of 
your illustration, the boiler suffered a total collapse when the water 
company suddenly turned off the water, a few days before the date of 
my letter. The water company promptly replaced the boiler with a new 
one, because they neglected to give notice of their intention to turn off 
the water ; but I now desire to learn whether or not such accidents are 
preventable. I always use the open-end relief -pipe where there is a 
tank to carry it above, but when you have city water at 45 pounds pres- 
sure what do you do ? 

A. It would seem that your experience justifies our opinion that it 
is not always safe to rely on safety and vacuum valves on range-boilers. 
Under the conditions named by you — ^viz., that you have a public water- 
service with an average pressure of 45 pounds to the square inch — we 
should advise you to take this supply to a tank, controlling it by a ball- 
cock. Then take your supply to the boiler from this tank, returning 
the hot- water pipe above and over the tank as a relief -pipe. You can 
then use copper boilers with safety. 
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The only other plan is to use galvanized-iron boilers. This is 
cheaper, but not so desirable, although generally done. How your water 
will be affected by contact with galvanized-iron you can ascertain by 
trial 



SIZE OF WATER-PIPES IN A HOUSE. 

Q, Please inform me the size of lead pipes used for cold and for 
hot supply in an ordinary house with water on three stories. Also, what 
should be the size of the circulation-pipe as compared with the hot-water 
pipe? 

A. The size is somewhat controlled by the ordinary street-pressure. 
A i-inch main-supply from street-tap to rear of house, with ^-inch 
branch to boiler and as far as the baths, ^-inch beyond that, and ^-inch 
branches to basin-cocks and water-closet cisterns, will give a good flow 
at all times. If pressure is very strong and cost is an important consid- 
eration, these may be reduced one size. The return hot-water circula- 
tion-pipe should be at least ^-inch. 



HOW TO MAKE RUST-JOINTS. 

Q, Please explain the best method of making rust-joints. Are 
they as good as lead joints ? 

A. They are sometimes used for joints in iron pipe, but are not so 
certain to be tight as well-calked lead. The best method of making 
such joints is to mix iron filings and a little sal-ammoniac, wet, and ram 
them into a joint over a gasket before it has been mixed long enough 
to rust the filings. The process of rusting expands the iron, and may, 
perhaps, make the joint tight if carefully mixed and filled — ^not 
otherwise. 



COVERING FOR WATER-PIPES. 

Q. A CUSTOMER of mine would like your opinion as to what cover- 
ing is the best for lead water-pipes, to prevent freezing. I suggested 
various things now in use, but he desires me to inquire of you as an 
authority, knowing you generally exhaust a subject when your views are 
solicited. 

A. In answer to this question we would say that a plumber whom 
we consulted says that mineral-wool was altogether the best thing he 
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knew of. Before that came into use he used asbestos, but of late he has 
used mineral-wool exclusively. Another had never used mineral- wool, 
and could say nothing about its efficacy or comparative cost. He gen- 
erally used felting (which comes in sheets), but he always turned that 
over to his " felter " — never did it himself. Where the pipes were to be 
exposed to the weather, as above roofs, he had the canvas covering 
painted. 

He also frequently used plaster of Paris, inclosed in a wooden box 
surrounding the pipe. This was cheaper and quite as effective, if prop- 
erly done, though not so elegant. He also has used sawdust in boxes 
surrounding the pipe for the cheapest work. Not knowing the partic- 
ular circumstances of the case, he could not say which he should use. 
And a well-known sanitary engineer, to whom the matter was referred, 
also adds : '^ The above is all sensible, and covers the subject.'' 



SIZE OF SOIL-PIPE FOR AN ORDINARY CITY HOUSE. 

Q, What is the best size of soil-pipe for an ordinary city house, and 
should not traps be larger than the pipe to allow water to flow through 
them easily ? I have been told they should be. 

A. Four inches is large enough for such pipes. The traps should 
be no larger, for they would then become cesspools to a certain extent 
which is to be avoided. In fact, a 3-inch trap would be more cleanly 
than a 4-inch one, and preferable on this account for most water-closets, 
provided a good air-vent be provided. 



HOW TO CONSTRUCT A SUNKEN RESERVOIR TO HOLD 
TWO THOUSAND GALLONS. 

Q. Given a spring on a high hill, in a country of severe winters, 
how is it best to form a 2,ooo-gaJlon reservoir at the spring (to accumu- 
late and to be free from pollution of anything thrown in), and to con- 
duct the same to a tank on top of a house at a lower point ? 

If the reservoir is sunk, what shall it be not to rot ? Will it then 
gather all the water readily ? If adave ground, what will last best, etc.? 
Anybody who is experienced in this line, please post me, and as to win- 
ter effects. 

A. Sink a cask well tarred on the outside for a small reservoir. If 
it must hold 2,000 gallons, make a brick well eight feet in diameter and 
six feet deep, and roof it over. 



Digitized by 



Google 



90 



MISCELLANEOUS. 



WHERE TO PLACE BURNERS TO VENTILATE FLUES 

BY GAS-JETS. 

Q, I NOTICED a peculiar and very effective way of ventilating a 
hopper water-closet and urinal in a Boston store, and I think it would 
be of interest to your readers. I inclose a sketch of arrangement, and 
would like to ask a question. 

The fixtures were located in a dark basement. It was necessar7 
to provide a light. This light was utilized in the manner shown to 

produce the ventilation 
of closet and urinal. 
A brick flue was founds 
and from it was taken a 
4-inch spiral sheet-iron 
pipe, D, and carried 
across the room, taking 
out the 2-inch pipe C 
to the water-closet and 
2-inch pipe G to the 
urinal, connecting them- 
as shown, with open- 
ings close to the water 
in the hopper and out- 
let and drip from the 
urinal. 

An opening about an 
inch in diameter was 
made into the pipe D 
over the gas-flame, and 
an inverted funnel at- 
FiGURE 58. tached, with the large 

end about six inches above the flame. In practice the heat of this flame 
(an ordinary 4-foot bumir) was found to. cause a very strong current 
of air toward all the openings at the fixtures, as shown by the arrows, 
and, of course, thoroughly ventilate each one. 

Should you not suppose a large quantity of air would enter the 
pipe at the open funnel from the room, as shown by the arrow at F, and 
would it not be better to close that opening and place the flame close 
enough to the outside of the pipe to give it the necessary heat, and then 
would it not produce a stronger current of air at the openings at the 
fixtures ? Please give your valuable opinion on this little thing, if not 
too much trouble, and settle a dispute between the writer and another. 

j4. The change you suggest would be open to two objections. 
First, you would, as in the present instance, waste half the heat pro- 
duced, if not more ; and, second, the products of combustion of the gas 
would thus be left to defile the air of the house, and the flame of the 
burner would be likely to melt the solder of the pipe and would deposit 
soot upon the outside and make a dirty mess of it. The proper way 




Digitized by 



Google 



MISCELLANEOUS 



91 



to use a gas-burner to create draught is to inclose the burner in a 
small fixed glass box or lantern, with a hinged opening for access to 
the inside, so the burner can be cleaned, as well as the glass, when 
needed. Then connect the top of the lantern with the chimney-flue, 
and the bottom of the lantern with the closet-bowl and urinal, by about 
three inches diameter. By this arrangement all the heat evolved by the 
burner will be utilized to make the draught, and all the products of 
combustion will be carried off, while the air will be all drawn from the 
points desired — ^viz., the closet, bowl, and urinal. 

Q, I wish to produce a draught in a ventilating-flue by using a gas- 
jet for that purpose. Two arrangements of the jet have been suggested. 
One is about as follows : 

The gas-jet is set under a fiat metallic hood, made double, as shown 
in the sketch, it being intended that the jet shall heat the metal of the 
lowest hood, which will 
in its turn heat the air 
which passes in between 
the two hoods, or parts 
of the hood, as indi- 
cated by the arrows. 
The other is to simply 
inclose the jet in a small 




SECOND PLAN. Figure 60. 



chamber or lantern in the flue, 
as is the very common practice. 
I am told I will produce a 
stronger current by the first 
method, because I heat a large 
surface, which in its turn heats 
a large stratum of air, while 
with the lantern I only heat a 
small surface of air as it comes 
in contact with the flame. Nev- 
ertheless, I prefer the second. 
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because I think I can heat air better by bringing it directly into contact 
^th the flame than if I used the flame to heat a metal surface first 
Indeed, the idea first suggested seems to me like inventing fictitious 
heat to make up for the loss which always occurs in heating the metal 
■surfaces. 

A. We believe the best results will be secured by the latter olan, 
since less of the heat is lost by radiation into the room. 



HOW TO PREVENT WATER-HAMMER. 

Q, We carry 8o-pound pressure, and I have a piece of work 
of a bath-tub and water-closet. The pipe keeps bursting from water- 
hammer. I have an air-chamber a foot long connected on top at the 
bath-tub. The pipe is f6-inch strong. Please inform me what is best 
to do without putting up a tank, as the parties do not want one in the 
room. The closet is connected from the street. 

A, There is no satisfactory way that we are acquainted with to 
•entirely overcome the water-hammer you complain of, with such a pres- 
sure as you name, unless a tank is used from which fixtures are supplied. 
By enlarging your air-chamber and placing a pet-cock on it so that you 
can replenish the air occasionally, when it is absorbed by the water, you 
may reduce this hammer somewhat. This, however, will require more 
attention than people like to give it, and you will have to shut the water 
off the house every time you desire to admit air. In our opinion, no 
45atisf actory work can be secured when there is a heavy pressure unless 
a tank is used. The placing of several air-tight rubber balls in an air- 
•chamber has been known to give satisfactory results for a time. 



WHY A HYDRAULIC-RAM DOES NOT WORK. 

Q, Will you please give me reasons why a hydraulic-ram stops 
working ? The spring is io6 feet from where the ram is set ; the feed- 
pipe from spring to ram enters the spring about two feet below the top 
of the water in the spring. It has on it a perforated copper strainer. 
The feed-pipe from spring to ram is i^-inch galvanized-iron pipe. The 
ram is one of Rumsey*s No. 3. There is a fall of eight feet from 
strainer to ram, and ten feet from top of water in spring to ram. From 
ram to house is 450 feet of J^-inch galvanized pipe, and the j^-inch 
pipe runs over a hill. It will work at times for three or four days, and 
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then again will stop, sometimes in half a day. I think it air-bound 
where it goes over the hill. Am I right or wrong, and how can I 
remedy it ? The end of >4-inch pipe is open all the time. 

A. It is very probable that the pipe does get "air-bound" at the 
summit. A small air-chamber at the summit, made by a branch with a 
vertical pipe on it at the summit, would relieve the pipe. There should 
be a cock on the upper end of the branch, to be opened occasionally 
while the ram is working. The force-pipe is too small to expect good 
service from the ram. The friction in 450 feet of ^-inch pipe is very 
great. 



AIR IN WATER-PIPES. 

Q, I WOULD like to have the following question answered : A 
gentleman in the country has a well on a hill, and he runs a pipe 
from it to his barn. Now, he says he has to put a pump on every once 
in a while and pump out the air ; they tell him the air gets in from the 
water, and I contend he has a leak in his pipe. 

I would like to know if water can have air in it to stop a pipe from 
working, as he says. 

From the top of pipe in well to top of spigot it has twelve feet of a 
fall. 

A. There is always air in water. It is not uncommon for syphons 
to lose their charge in consequence of an accumulation of air in the 
bend. In the large 24-inch syphon-pipe at the Kansas City Water- 
Works, the pipe is only kept free of air by an air-pump attached to the 
pumping-engine. If there were a leak in the pipe mentioned by our 
correspondent the pump would have to be applied a good deal oftener 
than once in a while. 



PROPER SIZE OF WATER-CLOSET OUTLETS. 

Q. Will you please inform me what you consider the proper diam-^ 
eter (interior) for a water-closet trap ? I find many of the closets of 
recent make contract the diameter of the trap to thr^e inches, or even 
less. While a pipe of this diameter has the advantage of more thorough 
scouring at every flushing, and might prevent many things from enter- 
ing the soil-pipe which have no business there, would it not be liable to 
be clogged when large or stiff paper is used, especially in public places ? 
On the other hand, if the diameter of the trap is too large, the body of 
water to be moved is heavier, the scouring less, and, where 3-inch soil- 



Digitized by 



Google 



94 MISCELLANEOUS, 

pipes are used, as is now occasionally seen, danger of obstruction 
therein is greater. For hopper-closets should you consider 3j4-inch a 
good dimension ? 

A. As 4-inch seems to be the size of soil-pipe most used, it is desir- 
able that the outlet of a hopper or water-closet should not exceed 3)4 
inches. With good flushing, we do not apprehend any trouble from 
stoppage, even if the outlet is only three inches. 



IS A CEMENT FLOOR IMPERVIOUS TO AIR? 

Q. Will a cement floor for a cellar allow ground-air to pass 
through it, bringing in contagion in case the soil is polluted, as it must 
be in Baltimore, judging from a recent letter in your paper ? 

A, Ordinary hydraulic cement, as commonly applied upon cellar- 
floors, has too much sand mixed with it to stop the passage of air. In 
fact, it is difficult to make a cellar-floor air-tight without an application 
of asphaltum, or other similar substance, applied hot 



TWO TRAPS TO A WATER-CLOSET OBJECTIONABLE. 

Q. I DESIRE a little information in regard to a method (proposed to 
me by my plumber) of connecting the waste from wash-basin and bath- 
tub with that from water-closet before piercing the main 4 -inch iron 
soil-pipe. He proposes to trap both basin and bath-tub separately (the 
traps being ventilated to the roof) and to unite these waste-pipes below 
the traps .and carry the waste into the upper part {above the water-line) 
of a large trap situated just below the trap of a Jennings all-earthen 
closet. Both the earthen trap of the Jennings closet and this large 
lead trap are to be ventilated to the roof. In this case you will observe 
that all three wastes are separately trapped and ventilated, and that the 
united waste passes into another trap, also ventilated, before discharging 
into the main soil-pipe. Is this arrangement good from a sanitary 
point of view ? 

Another question : The ventilating-pipes from these different 
traps just referred to he proposes to unite at convenient points above the 
level of the traps, and to carry the whole in one into a 2-inch ventila- 
ting-pipe and thus to the roof. Is this arrangement as good as to 
pierce the 2-inch pipe in four different places for the separate ventila- 
ting-pipes, and thus ventilate to the roof ? 

A. In answer to the first query, we should say that, assuming that 
each fixture is separately trapped and properly ventilated, the advantage 
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of the large trap just below the water-closet trap is not apparent On 
the other hand, we consider such a trap as objectionable, for the reason 
that it retards somewhat the flow of waste matter without securing any 
adequate advantage as an offset for its being there. From the question 
as it stands, and in the absence of a sectional drawing, we should con- 
sider the several fixtures, trapped and ventilated as described, as amply 
protected, assuming, of course, that the house-drains are otherwise all 
right. A needless trap is an injury rather than a benefit. 

Secondly — As we understand your last question, we should say 
that the choice of methods was simply a matter of convenience and 
economy in the use of pipe, provided that the 2-inch pipe was used 
:solely for ventilation and received no drainage. 



CONNECTING BATH-WASTES TO WATER-CLOSET TRAPS. 

Q, We have a job of work which was done according to the 
inclosed plan. We would like you to inform us, if possible, why it is 
that there should be a smell of sewer-gas through the bath-tub pipe. 
A is the soil-pipe, which is extended through the roof ; the sewer in the 
cellar is carried to the chimney, and run up next to a hot flue to the top 

of chimney. B is a 2- 
inch vent-pipe from 
closet -trap. C is a 
plunger-closet, with a 
trap. D is a lead trap 
under the trap of the 
water-closet. E, waste- 
pipe from bath-tub to 
water-closet trap, which 
is taken out above the 
water-line. F is the 
I % -inch vent-pipe from 
the bath-tub trap. G, 
overflow of bath-tub 
where the sewer -gas 
smell is the strongest. 
H, waste from bath-tub, through which there is some smell. I, bath- 
tub. None of the traps syphon out, for we have tried them thoroughly. 
Almost instantly after pouring in water the smell comes up through the 
opening H and L We would like very much to have you explain, if 
possible. 

A, The overflow-pipe does not seem to enter the dip of the bath-tub 
trap, which permits a circulation of air down H and out at G, or vice 
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versa. The smell, you will doubtless find, is caused by the fouling- of 
the overflow-pipe. It is possible this smell is produced by servants- 
rinsing out bedroom vessels in the bath-tub. Heat a flat-iron and 
place it against the overflow, and see if you can detect a smell of urine. 
It is, of course, presumed that no drainage enters the soil-pipe A above- 
the vent-pipes B and F. 

On the foregoing reply a correspondent writes : 

" While you suggest a probable cause, I don't think you go far 
enough. In the first place, the person lifts the handle of the water- 
closet, which has a large body of water discharging instantly into the: 
soil-pipe. This heavy plunge of water drives the air before it with 
such a pressure as to force the confined air (between the trap of water- 
closet and the trap D, shown on the plan) through the trap of the: 
bath. As the air-pipe from the bath-trap, under the circumstances, is- 
entirely too small to allow the compressed air, caused by discharge or 
water-closet in the confined space between the two traps, free vent, it 
therefore finds vent through trap of the bath, the waste of which appears-, 
on the sketch to be larger than the air-pipe from the same. 

" The proper remedy is to take the lower trap D out entirely, and 
give the soil-pipe of the water-closet a free vent into the main sewer. 
What the plumber put the lower trap in for is beyond my comprehen- 
sion, and the sooner it is removed the better. I presumed, as you did^ 
that nothing empties into the soil-pipe above the vent-pipes F and B,. 
for in that case the vents would be of no use whatever, as they would^ 
in all probability, be stopped up by slime and filth." 

We quite agree with our correspondent that the lower trap D- 
should be removed, and his theory of the cause seems reasonable, although 
similar complaints are frequently made, and the cause has been traced 
to the source indicated. As this particular style of water-closet holds, 
only i}i gallons of water, and that is discharged through a side-outlet 
3 J4 inches in diameter, consuming a little time in its delivery, it is a ques- 
tion whether with the vent-pipes F and B, i^ and 2 inches respectively,, 
the compression of air could be so sudden as to greatly displace the: 
water in the bath-tub trap. Moreover, the space between the two 
traps, ventilated as shown, and frequently flushed, could hardly be as 
foul as our correspondent intimates. The lower trap, however, should 
not be there, and it was a neglect on our part in not advising its re- 
moval. 



Digitized by 



Google 



MISCELLANEOUS. 97 

OBJECTIONS TO LEACHING CESSPOOL AND NEED OF 
FRESH-AIR INLET. 

Q. 1 HAVE a water-closet on the second floor of a country house, 
with the soil-pipe carried to the roof and ventilated. The waste runs 
into a closed cesspool some thirty feet distant, with a trap shutting it 
off from the house. I should like to ask, first, if it is necessary to have a 
vent on this trap which would be of necessity only a few feet from the 
water-closet vent, one just within and the other just without the wall. 
There is no chance for foot-ventilation, as there is only a grass-plot 
near by where children play. Second, is there any harm in a covered 
cesspool, which has never filled up in ten years, but which leaches 
through a gravelly, sloping soil into a small sewer, with no wells or 
neighbors to contaminate ? There is a dispute about the vents being 
necessary, and it is hard to decide where doctors disagree. I wish you 
sanitarians would come to some agreement on certain points, and then 
we laymen would not so often be nonplussed, and, as it were, liable to 
fall between two stools. 

A. Your waste or drain pipe should be extended to the " small 
sewer," and not be allowed to contaminate the soil near the house. 
There should be a vent just inside the outer trap, and there is no harm 
in having this open on the front lawn, for the draught is inward at this 
opening and up through roof of house by the soil-pipe. Since the 
water-closet trap is on the second floor, there must be twelve feet or 
more between the traps, and even if less, the lawn vent-hole is needed 
to establish a thorough draught. No sanitarian who is worthy of the 
name will question the propriety of establishing such a draught. 

Secondly — With a cesspool in a gravelly soil only 30 feet from the 
house, there is great risk of foul gases making their way into the house. 
As regards differences of opinion, it is as well to remember that not every 
one is a sanitarian who calls himself such. Amateur counsel in such 
matters is plentiful, but in the end often terribly expensive. 



THE THEORY OF THE ACTION OF FIELD'S SYPHON. 

Q, Will you explain the theory of Rogers Field's s3rphon ? The 
obscure point is the pneumatic action involved, by which the sealing of 
the long leg of the syphon enables a very small stream to charge 
it, while, were it not so sealed, the liquid would merely dribble down 
the long leg, and the air would not be expelled. The books give 
no adequate explanation. 

A, The dipping of the lower leg or outlet of the syphon in water 
facilitates the expulsion of the air in this way : the water, as it falls 
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through the tube, carries with it by- friction particles of air, just as a 
stream poured from a pitcher into a basin will carry bubbles down 
under the surface of the water into which it falls. The sealing of the 
end of the tube prevents any of the air from getting back after once 
being carried out, so that a continuation of the process for a few 
minutes generally takes out air enough to set the syphon in action. 
Any contrivance by which the water may be made to fall into the basin 
at the foot of the outlet-limb freely — i. ^., without dribbling down the 
sides of the tube — will hasten the expulsion of the air by mixing air and 
water together on the way down. For this reason pure water works 
better than sewage, for the impurities of the latter soon collect upon 
any points or edges from which the water may be made to pour clear of 
the side of the tube, and by forming a lip leads the water back to the 
side of the tube again. For this reason it is difficult to make the 
annular syphons work on a small scale with sewage. The free admis- 
sion of the air to the syphon after the tank is emptied is essential to 
the success of the device. If not so admitted — i, e.^ if both ends remain 
sealed, with the syphon full of water — ^the tank will not fill again, but the 
water will pass out through the syphon in driblets, as it comes in. In 
order to secure the emptying of the s)rphon, Mr. Field provides either 
a small syphon to discharge the lower basin after the tank is emptied, or 
a V-shaped notch in the edge of this basin to allow the water-seal to be 
broken by draining the water below the end of the outlet-limb. The 
seal is restored again as soon as the flow becomes enough to fill the 
notch. In this point, as we understand it, consists Mr. Field's inven- 
tion, on which the patent for his curved pipe-syphon depends. The 
choking of this notch or lower sjrphon by the impurities of sewage 
forms the chief impediment to the general use of the invention, for it 
often ceases its automatic action when used for sewage, unless occasion- 
ally looked after to clear the rubbish from this point. 



HOW TO DISINFECT A CESSPOOL. 

Q. Can you tell me any way to get rid of those bugs called Croton 
bugs, or cockroaches, as they are sometimes called ? They seem to 
appear always where water-pipes are put in, and pay no attention 
to insect-powder. Also, what is the best means of disinfecting sinks, 
drains, cesspools, etc. ? 

A. We have, in several cases, known these " water-bugs " to be 
exterminated by a sprinkling of powdered borax distributed around the 
shelves, drawers, etc., where they most do congregate. 
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The best disinfectant for sinks is hot soapsuds, applied with elbow- 
grease and a scraper. 

For drains, the best way is to see that no pockets or places of 
deposit occur by defective planning or construction, ventilate at both 
ends, and apply plenty of water. If obstructions occur, remove them 
at once. 

For cesspools, copperas- water is good, but it acts only for the time 
being. It is a good plan to clean them out often, if you must have 
them, and apply copperas*water to the sides liberally after such 
cleanings. 



DRAINAGE INTO CESSPOOLS. 

Q. An architect of this city directs me to you for some informa- 
tion. I am putting two bath-tubs and three wash-basins in my house, 
and was about to empty them (the waste-water) into a well about 15 
feet to the west of my house. Can you let me know a better course ? 
Is there any objection to emptying into this well ? If so, what is it ? 

This, and any information you can give me, will be very thankfully 
received. 

A, If you have no sewer to drain into, a " well " (or cesspool, we 
presume you mean) must be accepted as a compromise. It should be 
perfectly water tight, and if it must be as near as 15 feet to your house, 
it should be tightly covered, with two pipes extending from it, with their 
open ends above your house, or far enough away to prevent the smell 
from being disagreeable. The contents should be frequently removed, 
and great care taken to prevent a nuisance. The proper construction 
of a cesspool is described in Philbrick's " American Sanitary Engineer- 
ing," pages 90-93. 



SLABS FOR PANTRY-SINKS— WOOD VERSUS MARBLE. 

Q. Information on the below-mentioned points is very much 
desired and will be thankfully appreciated. A client wishes, in altering 
a butler's pantry, to have the marble slab removed and wood 
substituted, because, as she says, the servants break the china. 
Reasons pro and can are wished. The client also wishes to have the 
butler's sink removed. In refitting, no means for washing the soiled 
dishes in sl permanent sink are wanted (a movable pan will be used), but 
simply the faucets for water and an opening into the waste for emptying 
the pan and also, say, a pail of water; the idea being to prevent 
servants from washing the utensils in a permanent sink, it being 
difficult to keep same grease-clean. Can you suggest some appliance 
covering the requirements as to waste ? 
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In the kitchen^ the odors of cooking permeate the house, regardless 
of several closed doors. A hood over the range, leading to the kitchen- 
flue above, was suggested, but it was thought the draught of fire below 
would be affected. Is there any means of quickly and effectively 
leading away cooking fumes in a city-house kitchen, having range as 
ordinarily arranged? 

If the reasons for using wood around butler's sink are predominant,, 
is anything else required, besides oiling and Wheeler's filler, to prevent 
water and grease soaking into the wood surface ? 

A. Marble slabs are often complained of as borders for butler's 
sinks, on the ground of breakage of china. Some people use wood for 
borders, though it is more difl&cult to keep clean. If only a slop-sink is 
wanted, in which the dish-tub can be emptied, it is best to make it of 
earthenware, which is easily kept clean. The ordinary white-glazed 
ware is made in several forms suitable for the purpose. Of course, a 
ventilated trap must be applied at the waste, not a bell-trap at 
the strainer. 

Planished or tinned copper is often used for butler's sinks, with 
wooden border or shelf. The tin soon wears off, leaving the copper 
bare, and the wood border is subject to warping and cracking, from its 
frequent soaking in warm water spattered upon it, and is, therefore, 
objected to as difficult to keep clean. In Philadelphia, pantry-sinks 
made of wood and lined with sheet German silver are used ; they, of 
course, retain their color when worn, as they are of one metal. 

To remove smells from the kitchen, a hood is desirable, but it 
should connect with an independent flue in the kitchen-chimney, but not 
with the smoke-flue, as the draught would be affected, as you suggest 



TEST FOR WELL-POLLUTION. 

Q, A WELL is so situated with regard to a privy and cesspool 
that I am persuaded its water is contaminated from those sources. 
How can I prove it ? I think I have read somewhere of a color-test, 
applied by introducing some color into the cesspool, and having the 
same color shortly appear in the water. I don't care to apply the 
chemical test, as it would not convince the parties using the well-water. 

A, Clean out the cesspool thoroughly, then empty a barrel of 
coarse salt into, it, and put in some water. A saline taste in the well will 
then indicate contamination from the cesspool. 
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CESSPOOL FOR PRIVY- VAULT. 

Q, Would there be any special objection to using a water-tight 
cesspool as a privy ? This would insure its ventilation. Would it be 
likely to be offensive to those obliged to use it ? It is 136 feet from any 
bouse. 

A, We see no objection, except that it might be disagreeable while 
using it, as suggested ; and in frosty weather the frost would collect on 
the underside of the covers in an anno3ring manner. 



CORROSION OF LEAD LINING. 

Q. I AM at work on a lead-lined tank, which is used only in the 
summer season. In the fall the water is allowed to run out, and it 
remains empty over winter, but in running out there remains about 
half an inch of water over the bottom of the tank, and this is allowed to 
dry out. This spring when I examined the tank I found the bottom 
eaten full of holes varying in size from the point of a pin to an inch 
opening. I never saw an)rthing like it before in sheet-lead, and would 
be much obliged if you would give me an explanation of it. The water 
used is very hard water and heavily impregnated with lime. 

A, The fact that the water contains lime-salts would not account 
for the holes in the bottom of the tank. The presence of carbonate of 
lime in the water would tend to form an insoluble carbonate of lead on 
the surface covered by the water. It is possible that the holes were 
produced as the result of some galvanic action between the lead and 
some other metallic substance — either an impurity in the lead itself or 
another metal accidentally left in contact with the lead. 



SIZE OF FLUSH-TANK TO DEAL WITH SEWAGE OF A 
SMALL HOSPITAL. 

Q. What should be the dimensions of the flush-tank and settling- 
basin for disposing of the sewage of a hospital of twenty-five beds by 
subsurface irrigation ? 

A, We should make each about five feet diameter and five feet deep 
below the water-line, or of equivalent capacity ; broader and less deep 
if more convenient. The storage would then amount to about 750 gal- 
lons. There would be needed from 2,000 to 2,500 feet of distributing 
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tiles, depending on the porosity of the soil, the more porous soils need- 
ing less pipe than clayey soils. The above is based on the supposition 
of an abundant water-supply under constant pressure. If water is to be 
supplied by hand-pumping, half of the above capacity would be ample. 



DETAILS OF THE CONSTRUCTION OF A HOUSE-TANK. 

The tanks are on the top floors, and are built with a view to 
distribute the weight evenly over a great many joists, and for this 
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reason they are but five feet wide by fourteen feet in length, the 

depth being five feet. 

The particulars are : A sill, a, 6'x6', made of spruce, with its centre 

under the centre of the walls of a tank, is carried all the way around 

up>on the floor. Into this sill are set the trusses r, the height from the 

floor to the top of the truss being 
two feet, and the distance between 
the centres of the trusses three feet. 
The trusses are braced as shown, 
and mortised into the sill, all mor- 
tises and tenons being draw-bored 
and treenailed. On these trusses 
a deck or bottom, d, is formed by 
two thicknesses of spruce plank 
i^ inches thick by 4 inches wide 
when planed. They are laid in 
contrary directions, the first layer 
being across the trusses, and are 
nailed and clinched. The sides 
and ends of a tank are formed by 
spruce planks 4 inches wide by 
ij^ inches thick when planed, built 
on their flat from the bottom up, 
in the manner shown in Figure 63, 
which we believe is nearly the 
same as in the construction of 
grain-elevator bins. The courses 
are laid one at a time and spiked to 
the ones next below them ; 6-inch 
spikes being used, so that the point 
will always enter the fourth plank. 
This, it will be seen, gives a solid 
thickness oifour inches to the side 
of the tank, and it is claimed, on 
account of the manner of construc- 
ting the corners, that it gives 
greater strength and stability than 

if 4-inch thick plank were used on their edge, and requires no strapping. 
In the long direction of the tank wooden stays, r, are introduced to 

prevent straining on the long sides when full of water. This wooden 

tank thus formed is lined with i8-ounce tinned copper, which is carried 
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to the top of the wood-work. The outside of the tank is cased with. 
yellow pine match-boarding (/). 

The tank-safe is formed, as shown at by by giving the space bounded 
by the sill an appropriate incline with wood, and extending it over and 
beyond the outer edge of the tank, and lining it with/^2/r-pound lead. 

Between the iwotax\k!& (one being in each house) an arrangement of 
piping is made whereby the water from the tank in any one house may 
be used in the other should either the tanks or service-pipes be out of 
order or one of the pumps be inoperative. These tanks were constructed 
for plumbing-work done by Mr. John Renehan, under direction of Mr. 
James E. Ware, architect, described at length in Volume IX. of the 
Sanitary Engineer, 

THE CONSTRUCTION OF A CISTERN UNDER A HOUSE. 

Q, Will you have the kindness to give me your opinion as to the 
best manner of remedying the following ? A party has a cistern under 
his house. A brick floor and the foundation-walls cemented forms this 
cistern ; the joist and floor of same forms the cover or top. The cistern 
not being arched with bricks, at times there is an offensive odor of 
decayed mud coming up through the manhole. Now, the owner wishes 
to abolish this cistern. It was suggested to fill it up with earth. Would 
it be prudent to do so, or would it be better to thoroughly dry this cis- 
tern and whitewash the walls, etc. ? If yoii can suggest any better way 
you will greatly oblige. 

A, It will be best to fill the cistern with clean, dry earth, since if it 
is left empty there will always be a certain element of danger connected 
with it, unless it is used for some purpose, and its presence thus kept 
constantly in mind. If it is left empty, means should be provided for 
its ventilation in the form of two tubes, one opening into it near the 
top, the other near the bottom, and both communicating with the exter- 
nal air. 

Care must be taken that the earth used for filling does not contain 
organic matter ; a mixture of equal parts of clean sand or gravel and 
clean clay is better than either alone would be. If the level of the 
subsoil water in the vicinity is below that of the bottom of the cistern, 
the cement bottom should be broken up before the cistern is filled, in 
order that the earth within and without may communicate freely. 

Q, I AM building a cistern under my house to contain rain-water 
which will be used for drinking, etc. I wish to put in a terra-cotta pipe 
through the top to the bottom of the cistern in order to deposit the 
fresh water at the bottom. Would the terra-cotta pipe be in any way 
injurious to the water? 
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A. Terra-cotta pipe will not injure the water for drinking purposes, 
l)ut it is highly unadvisable to place a cistern under a dwelling-house, 
^ince by doing so one runs a triple risk — viz., of injuring the house by 
-dampness ; of injuring the health of the inmates of the house, especially 
if any of them have a tendency, however slight, to lung disease ; and 
lastly, of injuring the water by placing it where it can absorb the organic 
■and ammoniacal exhalations connected with the presence of animal life. 



TO PROTECT LEAD LINING OF A TANK, AND CAUSE OF 

SWEATING. 

Q. What is considered the best receipt for coating a lead-lined 
tank to preserve the lead and prevent sweating? 

A, Pure waters act upon lead more energetically than those con- 
taining carbonates. Water containing carbonates will form a carbonate 
of lead coating in the tank, and so prevent or retard the solution of the 
lead. We know of no instance where this has been practically applied. 
By the sweating in this case we presume you mean the condensation of 
water on the outside due to the lower temperature of the water as com- 
pared with that of the surrounding atmosphere. This cannot be helped, 
and in good work safes are provided under the tanks to catch this water 
of condensation. 



STAINS ON MARBLE. 

Q. I OFTEN hear plumbers speak of finding stains on marble wash- 
stands or toilet-stands which they cannot remove or give a suitable 
explanation for. I have been told the cause in some instances is from 
ladies using a certain kind of perfunied tooth-powder which contains 
quinine, but I am not chemist enough to say if such a compound would 
create a permanent stain. Please suggest a remedy. 

A. Marble, especially that which is called statuary marble, is porous 
and absorbent, consequently it retains any moist foreign matter which 
comes in contact with it, and stains are easily seen. The best Italian 
marble is less likely to show stains than the white, and is much better 
for plumbing purposes. 
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LIGHTNING STRIKING SOIL-PIPES. 

Q, I WOULD like to have your opinion regarding the extra danger 
from lightning where cast-iron or wrought-iron pipes are run through 
the roof of a building for vent-pipes. Is there not more danger of such 
a house being struck by lightning ? Where an iron pipe is run to the: 
roof from a lead trap, will the lead waste-pipe act as a conductor and 
carry the lightning to the ground ? 

A. If the house is provided with lightning-rods, as every house 
should be, the extra danger from vent-pipes run through the roof 
amounts to very little, if anything. Chimneys are sometimes struck by 
lightning, but no one thinks of abolishing those necessary structures on 
that account, and the same may be said of the vent-pipe. The 
electrical conductivity of lead is small, only about one-half that of iron, 
but under ordinary circumstances, and in the case supposed, it would 
serve as a conductor. Joints should always be of metal, however, to 
avoid the mechanical effects consequent upon the lightning jumping 
from one conductor to another. In several cases on record more 
damage has resulted in consequence of a lightning-rod not properly 
connected than would have resulted had the rod been connected with 
gas or water pipes even. 



WILL THE CONTENTS OF A CESSPOOL FREEZE ? 

Q. In this climate, what is the average temperature of sewage in 
cold weather ? and would an intercepting cesspool be liable to freeze 
under the following conditions: Cesspool or grease-trap, to intercept the 
waste of house with eight inmates, to be of 300 gallons capacity, tight, 
with arch just under surface of ground, a cold, open winter, and the 
ground over cesspool to be covered with a foot and a half of .straw,, 
held down by boards ? 

A. The average temj erature of sewage in winter in this climate 
(near New York City) is considerably above the freezing point. It 
could not freeze when in a tight cesspool, protected as above 
described. Even if the covering of straw were omitted, there would be 
no frost if the drain were constantly used by a continual flow of water, 
except a condensation of hoar-frost on the underside of the cover, and 
possibly a disturbance of the upper courses of the brick-work and plas- 
tering near the top of the ground. If, however, ample ventilation were 
provided by any means which would cause a circulation of cold, frosty 
air through the interior, the fluids would probably freeze over, and pos- 
sibly obstruct the pipes by ice in a winter like the last one. 
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BAD-TASTING WATER FROM A COIL. 

Q, I HAVE been asked to try to remove a cause of bad-tasting 
water from a cooler. My doctor got a plumber to put a f6-inch galvan- 
ized-pipe coil in his ice-box, to be used for drinking-water purposes. The 
plumber, never made one before and was not particular with it, and it 
tastes badly from oil and lead used in connecting it. The coil is one 
foot wide, with galvanized elbows. The doctor has the water drawn 
from the spigot, then placed in a charcoal filterer, and then put in a 
stone jar, which connects with the coil for use. I have made them 
before, but was very particular not to use oil in cutting threads, and did 

not use lead to con- 
nect together. I 
have brought this 
coil which I am tell- 
ing you about to my 
house and run con- 
centrated lye-water 
through it, and then 
run lime-water also, 
and yet it tastes. 

Please inform me, 
if you can, what to 
do with this coil. 
The doctor wants 
this one cleaned. 
The ice sits in the 
coil, which forms a 
box when connected 
together; the water, 
after it is filtered, 
stands in the coil and 
gets cold, and they 
draw from the spigot 
at. the bottom for 
table use. 

FiGURB 64. 

A. If the water passing through the coil tastes "badly from oil,'*^ 
doubtless there is oil in it, which the treatment with lye-water has failed 
to remove. The treatment with the alkali should be very thorough, and 
every part of the inside of the pipe should come in contact with it. A 
gentle heat — say steam at low pressure — might destroy the oil without 
injury to the coil. 

As the coils made by our correspondent give no trouble, there 
obviously is one remedy left in case the above fail — ^that is, to throw 
away the old coil and make a new one. These coils should be tin pipe^ 



Digitized by 



Google 



7o8 MISCELLANEOUS. 

HOW TO FIT SHEET-LEAD IN A LARGE TANK. 

Q, To SETTLE a dispute, will you inform me, if it is not too 
much trouble, the proper way lead should be fitted in a tank for wiped 
seams in the corners ? 

A, Much depends on size of tank and weight of lead. A tank is 
say 8 feet long by 6 x 6 feet of 6-lb. lead. Order the lead to be rolled 
—one piece for bottom, 8x6 feet, two pieces each, 14 x 6 feet i inch, 
Tolled up separately. Then countersink about two feet apart in sides 
and ends, for dots to secure the lead to, dots to be about half an inch 
deep and two and a half inches in diameter. Then nail into two of the 
opposite upright corners hollowed strips of wood, but previously unroll 
the bottom in place and dress it down. Then take one of the side and 
■end rolls and turn half an inch of the edge ; set the roll on end in the 
tank, placing the turned edge in one of the square corners; brace 
it from opposite side ; unroll the sheet in place ; then take a strip of 
T^oard one quarter of an inch thick, tack it temporarily on top edge of 
tank ; dress over the edge of the lead ; then remove the wood strips, 
previously bringing slightly forward the lead at the bottom ; remove 
the strips and tack the top edge securely, and dress all around ; bottom 
corner to be beaten in with chase-wedge. This will leave one-quarter 
of an inch to close the seams. Back of ladle can be used to dress the 
lead into the dots. 

After the other side and end are in place, prepare the dots for 
iviping, and drive in a few tacks to keep the lead in place ; then drive 
in a stout iron screw in each dot, allowing the head to project slightly ; 
then wipe the dots, and while the metal is being reheated prepare the 
upright seams, which will next be wiped, and proceed in like manner 
ivith the bottom corners. 

Avoid tinned tacks, as zinc is more or less in the metal used in 
tinning them. Small tanks for water-closets axd other purposes can 
have bottom and two sides in one piece, which will be put in first. 

Q, I have read your reply to my inquiries regarding the proper way 
lead should be fitted in a tank for wiped seams in the corners, and I 
beg to differ with your ideas of lining tanks with sheet-lead in the 
manner you have here described. In the first place, your idea of first 
dressing the lead into place in the tank before preparing the edges of 
the lead for wiped seams in the comers seems to me to be rather a 
bungling way of going about it, as there cannot be as neat or as good 
a job made of preparing the seams in the comers after the lead is in 
place in the tank as can be made before the lead is put in place. 

Now, my idea of lining a tank of the size you have here described, 
Z feet by 6 X 6 feet, is : Cut the lead in the same manner as you have 
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described, cutting one piece of lead for the bottom 8x6 feet, cutting- 
the edges of the lead perfectly true. Then cut two pieces, each making 
a side and end ; these two pieces should be cut the exact size, so as to 
fit snugly into the corners of the tank when in place ; then proceed to 
prepare the seams by first rolling out the bottom piece on the floor and 
dressing around the edges. Next measure in four inches from the edge 
for width of soiling and mark line with straight-edge ; then run chalk, 
on 4-inch space to be soiled, so as to take off the greasy surface of the 
lead. Now, having a pot of good hot soil ready, proceed and soil to 
the line four inches wide all around. While the soil is drjdng mark off 
the dots in tank, two feet apart ; countersink them half an inch deep 
and two and a half inches in diameter — ^just as you have described — 
and proceed to shave the seams by first marking off the width of seam, 
say three-quarters, seven-eighths, or one-half inch in width, according 
to whatever width one prefers having it. Then mark a line on each 
edge with a straight-edge, then placing the straight-edge under the 
lead a little in from the edge, shave the lead to the line on the four 
edges, and level off the edges of the lead with the shave-hook all 
around. Then roll up the lead, place it in the tank, and unroll in place. 
Nail into two of the opposite corners strips of wood so as to make 
rounding corners where no seams are wiped, then prepare the seams on 
the two pieces to make the sides and ends in the same maimer as 
the bottom, shaving the bottom edge and ends and beveling off the 
edge of the lead with the shave-hook. Roll up the lead and place two 
thin boards in the bottom of the tank, one down the side and one across 
the end, close to side of tank. Set the roll on end in tank, placing 
the beveled edge of the lead snugly in the comer of the tank, brace it 
from opposite side and unroll in place, dress in bottom edge and slip 
the boards from under, letting the lead settle down snugly into place. 
Then dress over top edge on tank and tack down securely. Proceed 
in like manner with the other piece. When all in place forming close 
mitre-joints in the comers of the tank, drive in the tacks in the joints 
in thjB comers, catching on both edges of the lead and setting them in 
pretty well, giving a good opportunity to properly cover over the heads 
of the nails when wiping the seams. Dress the lead well to the sides 
of the tank, having the metal and irons good and hot ; grease the 
seams and proceed to wipe. While the metal is being reheated dress 
the lead into the dots in the tank on sides and ends with back of ladle, 
striking a circle with the compass, then soil and shave to the edge of 
countersink to secure the lead to dots. Put in two or three good 
screws, being careful not to set them up too snug to the lead, and wipe 
them over flush. In this way a good, first-class, and neat job can be 
done ; but after all, much the easiest way to line such tanks is to put in 
each piece separately, wipe down the four corners, and around the bot- 
tom. It takes a little more solder, but I never could see the use of 
turning the edge in the corner to close the joint, as the proper place for 
the tacks is in the corner, and you leave one-quarter of an inch to close 
the seams of bottom comers. It is in the way in wiping a nice seam, for 
you have to look out that it is properly covered over with the solder. 
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A, At Mr request we gave our opinion on the proper way 

lead should be fitted in a tank for wiped seams. After having asked 

for and received our reply, Mr. sends us his own views, as 

above. 

We venture to say that if he has ever lined a tank 8 feet by 6 x 6 
feet, or one-half that size, previously preparing the seams for wiping, 
without having afterward had to soil shave them when the lead is in 
place, it is the first one that has been done without making a "bungling " 
job — such as he has been pleased to call our method of doing it. 
Mitering the lead in the comers, as he describes, cannot be done without 
leaving openings for the solder to run under the lead, thereby causing 
its bulging, which would crack the seams as fast as wiped. The further 
the tacks are set in as decribed the more solder would run under the 
lead, and instead of fifty pounds, which should be a sufficient quantity 
to make a good job, twice that amount would be consumed, and but 
poor work obtained with the best hand at the cloth. 



WHY WATER IS "MILKY" WHEN FIRST DRAWN. 

Q, What is the cause of water when it is first drawn being just as 
white and thick as milk, but if you let a tumblerful of it stand for about 
one minute it will become as clear as you could wish ? It leaves no 
sediment at the bottom, and you cannot by stirring or shaking, make it 
white again. 

A. The milky appearance is probably due to air confined in the 
water under the pressure in the pipes, which escapes when the water 
runs from the faucet. 



MATERIAL FOR WATER SERVICE-PIPES. 

Q, I SEND with this the engineer's report upon our water-works, 
not yet completed. All things considered, is there anything better than 
the lead pipes for tapping the mains ? I understand that these only are 
allowed by the Water Board. Is experience against iron pipes ? 

A, Whether lead or iron service-pipes are better depends upon the 
chemical constituents of the water which is supplied. Wrought-iron 
pipes are liable to become corroded, particularly with soft waters. They 
are used for service-pipe in a great many towns, however, but lead-pipe 
is generally to be preferred for this purpose as less liable to leak from 
settlement. 
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Ill 



CARVING-TABLES. 

Q. I HAVE arranged several steam or carving tables, to heat the 
urater by running a pipe through a range, as shown in the inclosed 




Figure 65. 

•sketch, but in every case the carving-table has been on the floor above, 
l)ut in this house the table and range are on the same floor, and I cannot 
get more than two feet rise from range to table-doors, and windows 
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Figure 66, 

prevent my running the pipe 
along the wall. Will it work as 
marked, or can you suggest a 
plan by which I could make it 
work? 

A. There are several ways in 
which your object can be accom- Figure 67. 

plished. The one we illustrate here is as simple as any. A is the 
water-back and B the expansion-tank, which may be either open or closed. 
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If an open tank is used, supply by ball-cock, and place overflow near 
the top of the tank. If a closed tank is used, have sufficient space in 
same to allow for the expansion of the water (not less than about -^ of 
the quantity of water in the apparatus). C is the carving-table, D the 
flow-pipe, E the coil in the table, shown also in plan, and F the return- 
pipe. 



IS GALVANIZED PIPE DANGEROUS FOR SOFT SPRING-^ 

WATER? 

Q, Can you give me any opinion as to danger of water-poisoning^ 
from the use of galvanized pipes for soft spring-water ? 

A. We referred this question to Prof. William Ripley Nichols^ 
whom we consider an authority. The following is his reply : 

" It would be difficult to give an opinion of any value without more^ 
knowledge of the character of the water than is conveyed by the term 
'soft.' If the water is what we should consider soft in this region, if 
a fair proportion of the dissolved salts consists of carbonates, and if 
there is no excess of carbonic-acid, the so-called galvanized pipe can, no- 
doubt, be used with perfect safety ; if the water is effervescent, or con- 
tains an excess of carbonic-acid without actually effervescing, especially 
if chlorides are present (or sulphates other than sulphate of lime), it 
would perhaps be better not to use the pipes. Even in the latter case, 
however, if in the morning or whenever the .water has remained for anjr 
considerable length of time in the pipes, enough water is wasted to- 
thoroughly flush the pipes before any is used for drinking or cooking, 
there will probably be no danger. In this case a filter of bone-coal 
would be an additional safeguard. 

"As to the general question of the action of water on zinc, the mat- 
ter was quite fully studied a few years after the manufacture of articles 
of the so-called ' galvanized ' iron began, and the experiments of Mallet 
(British Association Reports, 1838 and 1840) are justly considered 
classic. All ordinary waters act more or less on galvanized-iron with 
the formation, as a rule, of oxide of zinc, which is subsequently changed 
to a hydrated carbonate. This coating may be to a certain extent pro- 
tective, and, when once formed, it may check the corrosion of the 
underlying metal. It is not, however, very coherent, and where there 
is a flow of continually renewed water, as in the interior of a pipe, the 
coating is continually removed and reformed. Water drawn from such 
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pipes, especially after standing for some hours, usually contains more 
or less oxide or carbonate of zinc in suspension, and, at the same time, 
some zinc in solution. It is stated — and it is the experience of the 
writer — ^that the corrosion from the first takes place irregularly in 
patches ; at any rate, after a longer or shorter time, depending upon 
the quality of the pipe and the character of the water, the iron becomes 
exposed in spots ; then the corrosion proceeds more rapidly, and after 
a time — in fact, from that time — ^the pipe has no superiority over a 
plain iron pipe. 

"As to the danger to health: Although certain compounds of zinc are 
known to be poisonous if taken in sufl&cient quantity, it is generally 
held by those who have given particular attention to the subject, that 
ordinary water may be conveyed with perfect safety through zincked 
pipes. Some chemists have reported finding so much sulphate and so 
much chloride of zinc in a given water, but, as any one acquainted with 
chemistry knows, these compounds cannot be identified as such when 
they occur in small quantity, and the cases are exceptional where it is 
not erroneous to regard the zinc as thus existing. In most waters it is 
justifiable to regard the dissolved zinc as existing as carbonate, and the 
amount, at the most, is so small that the action on the system is not to 
be feared, at least from an allopathic point of view. It is said that 
'there are on record a number of cases of zinc-poisoning from the use 
of galvanized-iron pipes.' This may be so, but in some of the cases, 
at any rate, the records are decidedly open to criticism. The question 
of the use of galvanized pipes, tanks, etc., was investigated quite thor- 
oughly in 1873 for the Massachusetts State Board of Health by Dr. W. 
E. Boardman, who gives i}citpros and cons in the matter. No doubt the 
investigation was undertaken partly because of the then somewhat recent 
occurrence in the neighborhood of Boston of cases of sickness and 
death which were ascribed to the drinking of water which had passed 
through 'galvanized' pipe. Dr. Boardman and other competent 
physicians concluded that there was not in * these cases adequate 
evidence to establish the correctness of the opinion given as to the 
nature of the illness in the way of cause and effect,' and other cases 
were investigated with a similar result. 

" The writer would not wish to be understood as impljring that there 
may not be cases of well-authenticated ill effects ; he is familiar with 
waters in connection with which he certainly would not advise the use 
of zincked pipe, but these waters would not be recommended for domes- 
tic use. The largest amount of zinc in solution which the writer remem- 
bers at the moment to have met with was 0.85 grains to the gallon ; this 
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would correspond to nearly i.i grain of oxide of zinc. A much larger 
amount could exist in solution, even in the form of the difficultly soluble 
carbonate. As much as six grains has been reported in solution and 
suspension together, but in such cases probably the larger part was in 
suspension. For the particulars of the effects of the different com- 
pounds of zinc, the size of doses given medicinally or for experimental 
purposes, and for other similar data any persons interested are referred 
to the paper of Dr. Boardman alluded to above." 



HOW TO ARRANGE HUSH-PIPES IN CISTERNS TO 

PREVENT SYPHONING WATER THROUGH 

BALL-COCK. 

Q. In a recent number of your valuable paper, Mr. J. W. Hughes, 
of Montreal, objects to a hush-pipe in water-closet cisterns, as it forms 
a syphon when the supply-pipe is full. Will it? He recommends 
fitting the ball-cocks above the water and using a deafening-pipe, the 
construction of which I do not understand ; what is it ? 

Would it not be desirable, if water-supply were abundant, to have a 
constant light flush for water-closets, thus tending to keep the soil-pipe 
freer from foul deposits, and would not such a flush offer an obstruction 
to ascending sewer-gas that might form in the house drain ? 

Will you briefly recapitulate the reasons why a rain-water conductor 
should not be entered into a soil-pipe ? 

Do you think it desirable to ventilate under the seat of a water- 
closet when the plumbing is well trapped and otherwise well ventilated ? 
There would be very little odor, and that might be removed through 
the ventilating system provided for the room. 

What is a bidet? 

A, In some circumstances we think the danger of syphoning, to 
which Mr. Hughes' letter referred, might exist, and it is therefore 
desirable to fit up the ball-cocks, as he recommends, above the surface of 
the water. The "deafening" or "hush" pipe is a pipe fitted to the 
ball-cock and carried below the surface of the water in the cistern, so 
that the cistern will fill noiselessly, the discharge taking place under 
water, and open at its upper end so it can serve as the short leg of a 
S3T)hon. 

A " constant light flush," if we understand you aright, would be 
useless, for a driblet of water does not wash away anything in its 
course. Nothing can be useful for flushing short of a body of water 
that would completely fill the drain-pipes. 
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A rain-water leader should not enter a soil-pipe by a tight connec- 
tioHy because it is difficult to keep its trap supplied with water during a 
dry time, and, if not so trapped, the chamber-windows may receive the 
air from the drains or sewers through the upper end of the leader or 
through leaky joints. It is better to connect the rain-water leaders 
with the drain over the main house-drain trap, just outside the house, 
where the rain-water can pour into a tunnel in the manhole-chamber, 
by which access is had to this trap, and without a closed connection. 

A good air-draught from under the seat of a water-closet is a 
desirable thing, but not so essential to health as many others. It is 
better to remove disagreeable odors directly at their source than to 
suffer a whole room to be tainted by them, and trust to any general 
ventilation of the room, the proper operation of which would i;equire 
one hundred times as much air to be removed as is required for the 
special purpose referred to. 

A bidet is a small bath-tub used in bathing parts of the body when 
a complete bath is not wanted. 



DEPTH OF FOUNDATIONS TO PREVENT DAMPNESS OF 

SITE. 

Q, How DEEP below foundations should drains be laid around a 
building to prevent dampness of site ? 

A, At least two feet below the foundation-walls. 



WHERE TO PLACE A TANK TO GET GOOD DISCHARGE 

AT FAUCET. 

Q, How LITTLE difference in elevation can exist between the top of 
cold-water tank and hot-water faucet and maintain a good delivery at said 
faucet, the two being in the same room and connected through a hot- 
water boiler in story below ? 

A. This depends altogether on what is meant by a " good delivery." 
The discharge depends entirely on the difference of level between the 
cold water in the tank and the faucet. If your pipe is twenty feet long 
and you want to draw two gallons a minute, your faucet must be about 
twenty-seven inches lower than the water, but if you want four gallons 
a minute it must be about seven feet lower. 
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SELF-ACTING WATER-CLOSETS. 

Q. Will you be kind enough to help a young man who is puzzled T 
I would like to find out how to rig up a self-acting water-closet, one 
that will flush when the door is opened. I do not understand how the 
cranks and valves are arranged. 




FlGURB 68. 

a — Measarement com- 
pMtmcnt. 

6 — Storage compart* 
ment. 

c and 1^— Valves. 

«"— Chain by which the 
door opens and cloaes 
valves. 

.^Door-stop. 



\\ 



A, The above sketch will give you an idea of how to arrange a 
chain to work the valves in a cistern to flush a water-closet. This 
shows a cistern directly over a water-closet, but when it must be located 
elsewhere, it can be made to work by using more pulleys. The chain/ 
is to act as a door-stop, in order to prevent opening the door so wide 
as to break the chain e. It will be noticed that we have, for the pur- 
pose of illustration, selected the kind of waste-preventing cistern 
approved by the New York Board of Public Works. The door should 
have a spring on it to keep it closed. 

In such situations a waste-preventing cistern is desirable, so that 
if the door is held open, only a limited amount can be drawn off. 
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WIND DISTURBING SEAL OF TRAP. 

Q. Some time ago I had the soil-pipe of my house ventilated 
through the roof, capped with an ordinary cowl, and the old filthy pan- 
closet removed. 

I put in place of it an improved form of hopper-closet of all- 
earthenware, and had the bath and bowl wastes enter soil-pipe below 
closet. It is now free from smell and works perfectly, except that 
during heavy winds I notice that the water in closet is violently agitated 
and almost emptied, so as to almost break the seal of trap. 

Thinking the air from sewer or soil-pipe was being forced into the 
house, I sponged out enough water to almost unseal the trap, and was 
surprised to find a strong suction into soil-pipe from the apartment 

I should like to know the cause of it, and have sketched the position 
of my fixtures, which are all in the rear of house and discharge into a 
sewer in front street about 80 feet from vertical soil-pipe, with trap 
outside of house, as my plumber says, but without any inlet for fresh air. 

If there is a trap in drain without an air-vent, I presume the wind 
blowing across the cowl produces a vacuum in soil-pipe, and conse- 
quently trap of the closet is partially s3rphoned out ; but if there is no 
trap in the drain, how could the wind blowing into the sewer produce 
similar result when the soil-pipe is open on roof, 12 or 15 feet above 
closet, as I am told by one party must be the cause ? Could a down- 
ward draught through soil-pipe and into sewer produce such action on 
water-closet, and if such was the case would it not prove that there was 
no trap in drain ? My house is located on a hill, v/here the wind has 
full sweep in one direction, and the sewer is some 15 feet deep in street. 
There are perforated manholes on the sewer every few hundred feet. 

A, The most simple way to account for the disturbance of the 
water in the closet-trap is by supposing the plumber's statement to be 
correct — ^viz., that there is a trap on the main drain with no fresh-air 
inlet, and that the wind blowing across the cowl on the top of the house 
creates a partial vacuum in the soil-pipe. This is probably the state of 
the case. 



HOW TO DRAW WATER FROM A DEEP WELL. 

Q. Can a pump be got that is workable by one man to draw water 
from a well 100 feet deep ; and, if not, what is the greatest depth such 
a pump will draw, and where obtained ? 

A, The pump-bucket must not be more than 20 to 25 feet above the 
water, in order that the pump may draw. A pump can be made with 
the foot-valve and bucket 80 feet below the surface, but it would take 
a pretty powerful man to work it, for at every stroke he would have to 
lift a column of water 80 feet high of the diameter of the pump-bore. 
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CAUSE OF SMELL OF WELL-WATER. 

Q. Please explain to me the cause of water slnelling bad for two or 
three months at a time, which is pumped from a cistern through gal- 
vanized-iron gas-pipe previous to showing the bad odor ? The water 
seemed perfectly pure, and it then became good again — ^that is, no smell 
was noticed. It bothers some of the oldest pump men that have worked 
for me. Please explain also how I can stop the noise caused when the 
waste-water is running from my bath-tub. I send a sketch, showing 
their location and down-stairs connections with my pipe. My stand is 
in the comer, and tub- waste connects with it on a line of the floor ; down, 
stairs a stand-waste connects with same, which empties in front gutter. 

A, If water smells badly it is contaminated. An analysis might re- 
veal in what manner. The sketch sent by our correspondent is rather in- 
definite. The size of the waste-pipes is not given. The noise referred 
to in all probability is caused by the waste-pipe being of smaller diam- 
eter than the outlet of the bath, or there may be traps in the waste-pipe 
which retard the flow and produce a gurgling noise. If the waste-pipe 
is of suflicient size so that it cannot be charged, and there are no traps 
or depressions in it,* there will be no noise to cause annoyance. 



ABSORPTION OF LIGHT BY GAS-GLOBES. 

Q, I WAS reading the other day of the different globes for gas-fix- 
tures and their loss of diffusion, and it stated as follows : A plain glass 
globe they say loses 12 per cent., a ground glass globe 40 percent., and 
an opal porcelain glass globe 60 per cent. Please tell me if you think this 
is correct. The reason I ask for this explsmation is, that I took four 
ground globes out of a parlor ; the cause of so doing was, they did not 
give enough light, and I substituted four opal globes, and two of these 
lighted gives more light than the three of the ground globes, and the 
workings of the opal globes does not conform with opaque rules. Please 
tell me your opinion of the matter. 

A, The amount of light absorbed by glass globes varies somewhat 
according to the nature of the glass. A plain glass globe absorbs from 
10 to 15 per cent. ; ground glass from 25 to 40 per cent, and opal, from 
35 to 60 per cent. Determinations recently made with the globes now 
in common use, having large openings at the bottom and top, show that 
26 per cent, of the light is absorbed by ground glass, and 55 per cent 
by opal glass. One advantage of globes with large openings at the bot- 
tom is that some of the light escapes into the room through the open- 
ing, and if these globes were substituted for the old-fashioned ones 
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with small openings, considerable would be gained. Aside from this, 
globes having small openings cause a flickering and smoky flame, by 
producing strong currents of air through the globe. 



DEFECTIVE DRAINAGE. 

Q, Enclosed please find diagram of our ofiice, with drainage 
arrangements, which are defective to the extent that at times we are 
almost driven from the building on account of foul gases. Any sugges- 
tion you can make will be thankfully received and acted upon. I may 
say we have a bountiful supply of water for the water-closet. 

A. From the sketch sent it looks as though your water-closet trap 
syphoned itself out whenever used, the vent to protect it being placed 
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Figure 6g. 

A — Vent from cesspool. 

.5— Vent from water- 
closet trap. 

C— Steam-pipe. 

Z> — Cesspool. 

^—Overflow. 



inside the seal instead of outside. If this is so, the gases from your cess- 
pool would naturally be drawn into the warm interior of your house, rather 
than up the vent-pipe on the outside, especially at this time of the year. 
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FITTING BASINS TO MARBLE SLABS. 

Q, Will you explain the usual method adopted in New York to 
fit a basin to marble slabs ? 

A. The following, from the articles by " Sanitas " on " Plumbing^ 

Practice," in Volume IV. of the Sanitary Engineer^ gives the information : 

" The practice in this city (New York), and I believe in many parts 

of this country, is to fasten the bowl to the slab by what are called 

basin-clamps. (See Figure 70.) 

Figure 71 shows the underside of the Slab, which contains three 
holes, into which the heads of the screws are inserted and molten lead 
poured in, which, on cooling, holds the bolt firmly, as will be seen by 
noticing the shape of the hole in Figure 72. 

" The edges of the bowl are held 
tightly to the slab by screwing up the 
nut, so that the clamp is held securely 
in its place. I should mention here 
that the edges of the earthenware 
basins are not perfectly true and level, 
and in all properly - executed work 
these edges should be rubbed down 
smooth and even. The bowls are then 
set in plaster of Paris, which is mixed 
to about the consistency of molasses, 
and poured around the underside of 
the slab, adhering about the portion 
against which the edges of the basin 
are to rest. When properly done this 
makes a neat and water-tight joint. 
Figure 7a. u j^ ^^^^ p^yts of the country the 

old practice of setting basins on a wooden shelf or top is still observed, 
notably in and around Boston. 

"The carpenter is required to construct a irame-work, into which a 
hole is cut for the bowl to set in. The edges of this wood-work are 
countersunk to receive the flange of the basin, plaster is spread over the 
flange of the bowl, and the marble slab is set in place. When the 
frames are well made and perfectly plumb, this arrangement does very 
well, until the wood begins to decay, when the basin will be apt to set- 
tle, and seams will be opened between the edges of the bowl and the 
slab, through which the spatterings of water will run and hasten the 
decay of the wood-work." 




Figure 7a 
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JNTERMEDIATE TANKS FOR 

THE WATER-SUPPLY OF 

HIGH BUILDINGS. 

The extraordinary height of many 
of our office buildings and apartment- 
houses is such that water forced to a 
tank at or near the roof and distributed 
downward has a pressure altogether 
too great for many of our ordinary 
plumbing fixtures and for lead pipe of 
usual thickness. 

In the case of the Tribune Build- 
ing in this city, the height water is 
pumped is about 170 feet, which to 
distribute backward again would bring 
on a fixture in the basement or cellar 
a pressure of from 70 to 75 pounds 
per square inch — in itself too much for 
fixtures, but that, when taken in con- 
nection with the "water-hammer," 
which will be likely to occur, would be 
almost sure to destroy the strongest 
made valves, etc. 

To obviate thi^, in the above- 
mentioned building, Edward E. Raht, 
the architect, provided an intermediate 
tank / and placed it midway between 
the floors on which water-closet and 
bowl fixtures are used. The plumber 
who did the work was Alexander Orr, 
of New York. The cisterns for the 
water-closets on the fifth floor and all 
fixtures above them take water from 
the upper house-tanks (H T), while 
the wash-bowls on the same floor and 
all fixtures below them take their sup- 
ply from the intermediate tank. 

The diagram shows the arrange- 
ment of the tank-pipes and system 
generally. The pipe from the Cro- 
ton main connects with the meter M, 
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and the water is regulated into the lower tank (T) by a ball-cock ; this 
tank is below the sewer-lcvel and has no overflow. From the receiving- 
tank the steam-pump (P) elevates the water to the upper house-tanks. 
These tanks overflow to the eaves-troughs and have no direct communi- 
cation with the sewers. Tank / takes its supply from the upper tanks 
and is regulated by a ball-cock ; it is also furnished with an overflow- 
pipe tf, whose lower end is carried to the receiving-tank. This is to 
prevent loss of water should the ball-cock fail. It also acts as a tell-tale. 
Two house-tanks are used, with a system of change-off valves and an 
equalizing-pipe. All the tanks are of wrought-iron. 



HOW TO CONSTRUCT A FILTERING-CISTERN. 

Q, Will you please favor me with the most approved plan for con- 
structing a flltering-cistern, and dimensions therefor, for a family of 
five or six persons ? The owner of the dwelling desires to use rain col- 
lected from the roof of the house for drinking purposes, in preference 
to that supplied by the city. 

j4. This was answered in a former issue by Mr. S. F. Copley, of 
Stapleton, S. I., as follows : 

"automatic cistern-filters. 

"Wherever rain-water is the main-supply for family use, some 
means of cutting off deca3ring dirt from the roof, so as not to foul the 
cistern, should be the first consideration, that we may have water for 
use as pure as the rainfall, uncontaminated by rotting leaves, shingles, 
road-dust, etc., the amount of which is only known to those who have 
cleaned out a cistern or a filter after one or more years' use. 

" There are many ways of doing this. The most simple and inexpen- 
sive I saw in use in Norfolk, Va. It consisted of a loose elbow-joint at 
the end of the leader, made to turn in or out of the cistern connecting- 
pipe (at ground line). The rule was to keep the cistern cut off from the 
roof, until the rain had washed it, and the gutters cleaned before letting 
the water in. At first thought this would seem all that could be desired ; 
but, like all the rest of the cut-off systems, it is not only wasteful of 
water, but unpleasant to attend to, as it must always be done in the wet j 
and when water is scarce, few people would be willing to give so large 
a share out of every shower for washing their roof, etc., or go out in the 
rain, especially on a stormy night, to turn the pipe in. 
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Figure 74. 



" So the question was, How to have good water without loss or 
trouble ? This was the problem I had to solve for myself two years 
ago, when I built the present filter, which has worked well ever since 
without the least loss or trouble ; and, believing it a step in 
advance of anything of the kind, I send you the plan and section, ia 
answer to one of your correspond- 
ents (I think Dr. J. S. Billings), 
who called attention to the great 
need of some * automatic cut-off for 
a cistern* Its simple construction 
and working will be best under- 
stood by referring to the sketches. 
Figure 74 shows the plan and Fig- 
ure 75 the section. The plan is 
like a long, square box (sunk in 
the ground), with a sloping bot- 
tom and a centre partition or 
trap, F, dividing it in two parts 
—the cut-off and a filterer. The part C next the house in Figure 74 
is the cut-off, and receives the water direct from the roof through the 
inlet-pipe D, while the other part, B, is filled with clean-washed sand, with 
a layer of gravel and stones at the bottom, as shown at I, Figure 75,. 

which is the top of the sand, J 
being the gravel and K the stone. 
By referring to the section, Figure 
75, it will be seen that the par- 
tition, or trap, F, is raised one inch 
from the flagstone bottom L, while 
the top is above the top of the 
overflow-pipe E, which is also 
shown on the plan, M (Figure 75) 
being the ground line, H the water 
line, and A the outlet^ to the cis- 
tern, so that all the water that 
enters the cistern must pass under 
riGURE 75, and up through the sand ; while any 

dirt that would sink is kept away 
from trap and filter by the steep slope of the bottom and collected at N. 
Also, anything that would float can be seen and removed, if not carried 
away by the overflow. While the water remaining in this part is not 
only of value for the garden, being tempered and at hand, but every 



Digitized by 



Google 



124 MISCELLANEOUS. 

pailful taken out is, in fact, washing the filter by just that amount of 
clean water being drawn downward through the sand, washing any set- 
tlement back into the cut-off, which, if emptied and cleaned out, by 
throwing clean water in the filter, a thorough inspection can be had 
without removing or renewing the sand. This inspection and cleaning 
costs but little labor, as there is nothing to decay, and so foul the water, 
in its construction. 

"For convenience and economy of construction, materials were 
chosen that are the most easily obtained in any village, and that would only 
require rough labor to build up. The bottom is formed of one flagstone, 
four inches thick, five feet long by four feet broad, set with a slope to the 
house of six inches. On this the four walls are built, four inches thick, and 
up to just above the ground, all laid in cement, and well coated with Port- 
land cement on both sides (the inside floated smooth). The trap 
(partition) is also formed of a flagstone (in one piece), two and one-half 
inches thick by four feet broad and four feet high, built in the side 
walls and raised up one inch from the bottom. The overflow and 
cistern outlet-pipes are of vitrified and glazed stoneware, built in the 
walls, with their openings protected with wire cages against insects, 
while the lid is formed of matched floor-boards, made light, to be easily 
removed for inspection, etc. 

" The filter holds five and one-half barrels of sand, etc., which is 
washed clean before putting in, placing the stones on bottom, then the 
gravel — about half a barrel of each. It costs complete about $i6." 

Q, The cistern-filter represented in you issue of April i, 1881, is just 
what I have been looking for, and I think will meet the requirements of 
those living in the country who depend upon cistern-water. Would it 
not be better to make the pipes of cast-iron, rather than of vitrified 
stoneware — as the former would be less likely to crack or break if they 
should happen to freeze ? How would it do to put a faucet or valve 
near the bottom of reservoir C, and connect it with a pipe so that the 
filter could be emptied by allowing water to soak away into the 
ground ? 

A. We referred the above to Mr. F. S. Copley, who designed the 
filter in question, and he sends this reply : 

" I do not think iron would be as good as stoneware, as the pipes 
are empty. The iron would rust and discolor the water, and spoil it for 
laundry use ; and last winter's frosts have not broken or cracked mine, 
although in wet ground. As to putting a valve or faucet in the 
bottom of cut-off, I think the dirt (road^dust alone) would choke and 
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fill the pipe up in a season, to say nothing of the loss of so much tem-- 
pered water ^ which every florist too well knows the value of to waste, 
especially when enriched with road-dust, etc." 



OBJECTIONS TO RUNNING VENTILATING-PIPE INTO 
CHIMNEY-FLUE. 

Q, Again I will trouble you in regard to a question. I am about 
to fit a water-closet up in a bath-room, £ind I want to run the 4-inch pipe 
to the roof and put a cap on it, but the owner wants it run into the 
chimney, which is alongside of the closet. I tell him it will not be as 
good a job as if taken through the roof, but he differs with mfe. Now, 
from what I have read, the chimney-flues are condemned in general. 
Please tell me who is right. 

P. S. — The container will be ventilated. 

A, We repeat an opinion often given. The soil-pipe should be 
taken through the roof, not run into the chimney-flue. You cannot 
depend on having an up-draught in the flue all the time. It is diffi- 
cult to make a joint where you run a soil-pipe into the chimney which 
will keep tight, and the soot is liable to choke up the end of your 
ventilating-pipe. 



SIZE OF WATER-SUPPLY PIPE FOR DWELLING-HOUSE. 

Q. How LARGE water-pipes ought I to have in a house where there 
are six wash-basins, two water-closets and baths, with kitchen-sinks, 
laundry-tubs, etc.? Will the size of hot and cold water pipes be the 
same ? 

A, That depends somewhat on the pressure in your street-mains. 
Assuming it to be forty pounds per square inch, we should say one inch 
from street to near the boiler, three-quarters of an inch from that to 
each bath-tub, with J^-inch branches to each water-closet cistern, basin- 
cock, and f6-inch branches to sinks and wash-tubs. All these dimen- 
sions might be reduced one size if the money saved thereby was of more 
consideration than the extra time required for drawing the water through 
smaller pipes. 



FAULTY PLAN OF A CESSPOOL. 

Q, What do you think of the following arrangement, to be used 
as a cesspool where there is a city water-supply but no sewer ? 
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The outer walls to be laid in hydraulic-cement ; the central par- 
tition to be of brick laid in common mortar, so as to act as a filter ; the 
outlet on the other side of this partition to run the liquid to a pile of 
loose stones, where it will soak into the soil. Of course, the organic 
germs will still remain in the liquid after it leaves the cesspool, but will 
there be enough to do any harm in a place where the water-supply is 
obtained from the city and the soil is a light sand ? The object in this 
is to save the expense of a cesspool large enough to hold both the solid 
and liquid waste of the house for any length of time. The lot will be 
about 140 feet deep in the rear of the house. A is the inlet from 
house, B vent, C outlet, and D D apartments separated by a brick wall. 

_ A, This arrangement 

will not act as intended. 
First, the partition — 
which is meant to act 
as a filter — ^will have its 
pores filled tight with 
solid matter in a few 
days, and cease to soak 
water. The contents of 
the inlet side will then 
rise and pour over the 
top of the partition. 

If kitchen-sink drain- 
age is discharged into 
this receptacle, the 
grease from dish-wash- 
ing would soon collect 
as a scum on the sur- 
face and choke the 
outlet-pipe. The ap- 
paratus would act very 
well as a grease-interceptor if it is close to the house (not otherwise), by 
making one or more holes in th& partition about half way down, by taking 
out a brick, and attaching a T-branch to the outlet-pipe, so it may take 
water from a point a foot below the surface, and avoid taking in the 
floating grease. 

As to allowing the tank to overflow into a pile of stones, that will 
make a nuisance at this point and pollute the soil. The proper method 
is to distribute the contents of the tank on to the surface of the soil, by 
dipping it out when filled, or by irrigation-pipes under the surface. It 
is a mistake to suppose that the fluids of house-drainage are less harmful 
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than the solids so-called.' The latter all become fluid or gaseous in 
a very short time, and do not settle to the bottom, as supposed. The 
only sediment found in such places is composed of the sand used in 
scouring floors, and such particles of dirt as may adhere to it. 



CONNECTING REFRIGERATOR-WASTES WITH DRAINS. 

Q. I HAVE frequently read your warnings about connecting refrig- 
■erator- wastes to the 
drain^ so I had mine ar- 
ranged as shown by the 
accompanying sketch, 
which may interest 
some of your readers 
and call out suggestions 
as to how it can be im- 
proved. 

A. The arrangement 
seems a very good one. 
If the trap was placed 




Figure 77. 



xi tuc nap waa piat^cu 

■close to the refrigerator it might prevent the ice melting so rapidly. 



DISPOSING OF REFRIGERATOR- WASTES. 

Q, In your issue of January 12, 1882, we notice an article from 
"Architect," regarding the draining of refrigerators, and your offer fo 

print methods adopted 
by others of your read- 
ers. We herewith hand 
you a sketch of the 
method we use in 
draining our refriger- 
ators where a connec- 
tion is made with the 
drain of the house. In 
this manner we trap the 
pipe at A, when the 
water comes from the 
refrigerator, by using a 
S3rphon. From this the 
water drops into drip- 
pan B, which is again 
trapped (by a S5rphon, 
C) ; thence the water 
drips into another drip- 
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pan D, which is also trapped at £. This being a confined trap, we 
ventilate the trap through pipe with opening out of doors at G. This 
method we consider perfectly safe, but would be exceedingly obliged for 
your valuable opinion of it. 

A, This method of disconnecting the refrigerator- waste from the 
drain, and at the same time preventing the ascent of cellar-air into the 
floor above and into the refrigerator, is a good one, provided some cer- 
tain means are taken to maintain the seal in the trap E, when ice is not 
melting, as in winter. We fear the average servant cannot be depended 
on to always attend to this. If, therefore, the drip from the lower so- 
called s3rphon C were into a sink having some other source of supply 
than the melting ice, the plan would be improved. 



PUMPING AIR FROM WATER-CLOSET INTO TEA-KETTLE 
AS RESULT OF DIRECT SUPPLY TO WATER-CLOSETS. 

Q, I NOW live in a house in which the plumbing was finished last July 
and passed by the Board of Health Inspector. On the second floor is a 
valve pan-closet. This valve is supplied direct from the rising main to 
the pump that is intended to pump water into the tanks and over sinks 
on each floor above. I have seen the pump upstairs discharge water 
over the sink when the water-closet below was in use, that smelled like 
the contents of the water-closet. Of course, the closet happened to be 
in use at the moment, and the valve being open the suction from the 
pump above drew the foul air from the closet-bowl so that the water was 
impregnated with it. I thought it was against the law to connect any 
more closets to drinking-water mains. How is this ? 

A, The editorial comment on this was as follows : << It is probable that 
the work in this house was begun before the plumbing law went into opera- 
tion, which was about October, 1881. We have taken the trouble, however, 
to have a sketch prepared, so that all our readers can fully realize the 
character of the risks incurred when valves on water-closets are supplied 
by branches from the main water-supply from which water for drinking 
and cooking is drawn. Figure«79 fully illustrates the nasty practice^ 
and its very probable consequences, yet water-closets are fitted up in 
this way in great numbers of houses in this city, and aside from the 
wastefulness of water attendant on this method, the risks to health 
which have been demonstrated over and over again are such as should 
compel our health authorities to institute a systematic inspection of all 
the houses in this city, and they should, as rapidly as possible, require 
the disconnection of all direct supply to water-closets, and the abandon- 
ment of the filthy practice that ignorance and cupidity has made so 
prevalent." 
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DANGER IN CONNECTING TANK-OVERFLOWS WITH 

SOIL-PIPES. 

Q. I FIND it is very common to connect overflows from tanks with 
soil-pipes and leaders, putting a trap at some point, which, however, 
has no means of being kept supplied with water, as the overflow 
is usually above the tell-tale and hence this trap dries out. Will 
it suffice to arrange a small pipe from the supply-pipe from pump 
to connect with the trap and keep it fed at all times, or how would you 
arrange it ? 

A. Disconnect the overflow-pipe from the soil-pipe entirely. 
Under no circumstances should they be so connected. 



ARRANGEMENT OF SAFE-WASTES. 
The arrangement shown in Figure 80 was carried out by Mr. 
Alexander Orr, plumber, in the residence of Mr. Henry G. Marquand, 
New York City. 




Figure 80. 
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It is a view in the cellar where the " safe*wastes " are brought 
together over a sink. The pipes / are the safe-waste pipes from the 
principal divisions of the house. At their ends over the sink they are 
furnished with " swing " check-valves to prevent a current of air from 
the cellar passing up them. The sink is galvanized, and is let into the 
^all at the end and back, and leaded so as to dispense with a leg at 
the outer comer. The arrangement of the trap and vent (d) are shown, 
as well as the main water-pipe (C), with its branch {d), and part of the 
house-drain, a. 

Figure 8i is the method employed in the residence of Mr. W. H. 
Vanderbilt, in New York City, by Mr. 
Robert Ennever, the plumber. 

The safe-waste box is illustrated 
in the engraving. These are placed 
on the partition-walls of the base- 
ment — generally in the hall, but 
sometimes in storage closets — ^near 
the ceiling. At ^ is a ground coup- 
ling-valve to prevent odors from the 
basement rising to the rooms from 
which the pipes come when there is 
no water in the trap. There is a 
separate pipe from every safe, though 
several pipes sometimes come to 

one box, and the origin of each is FicuiaSx 

marked on a plate on the box below 

it. From the box the waste, should there ever be more than enough to 
fill the trap, would escape through ^, a pipe running down through the 
floor to the broken stone underlying the concrete foundation, and is 
provided in connection with the underdrainage. 



THE KIND OF MEN WHO DO NOT LIKE THE " SANITARY 

ENGINEER." 

I HAVE read your paper since its first issue and take a great deal of 
interest in its contents. I have endeavored to get you some subscribers 
from among the plumbers here in Bridgeport, but find they don't readily 
take hold, there being but two or three who are really to be trusted with 
a piece of work. • 

In your issue of November i, 1879, the article on plumbers doing 
crooked work takes the right view of the matter, and all should be 
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punished who deserve it ; and if a plumber is not, who does a piece of 
work that deals a death-blow to many an innocent person, then we 
should like to know what is criminal, and who should be punished ? 

It is only a few months ago that a plumber did some work with water- 
closets, sink, and wash-basin, without so much as a trap under any of 
them, and all wastes were carried to drain through 4-inch galvan- 
ized sheet-iron, soldered together, although the specifications called for 
traps and cast-iron soil-pipe and ventilation, but the owner was the 
superintendent, and he allowed the work to be done in this crooked 
manner ; but he had to get another plumber in a month, and rip it out 
and have it done over again. It would have paid him to have employed 
his architect to do the superintending. 

This same plumber only last week repeated nearly the same thing in 
two tenement-houses, using for wastes sheet galvanized-iron, and not 
carrying up to attic and connecting with flue for ventilation. The latter 
he thought entirely unnecessary, although it was specified, and he had 
agreed to do it so ; but as there was an architect superintending it, it 
was pulled out immediately, though some of it was covered in the walls. 
The pliunber was politely requested to make it right just as quick as he 
could — and he did it. The sooner all such " skin " plumbers as this 
are out of the business, I should think, it would be better for the com- 
munity at large ; but perhaps the employment of such is due to the sub- 
contract system, which is a very great evil where good mechanics and 
good work could be had by owners of buildings if they would but em- 
ploy them direct, and not leave their work to a general contractor. 

Diphtheria and scarlet fever have had their day. Only last summer 
a gentleman bought a house, went to reside in it, and before he had been 
there long he lost his children, and nearly his wife, by scarlet fever, and 
on examination of the plumbing it was found to be without traps and 
emptying into a drain running under five or six other houses, all drop- 
ping down into the same drain. This was a speculative builder's work, 
and, of course, what could be expected from one without principle, who 
does it merely for gain ? 

What should be the penalty that should be inflicted on parties who 
do such scamping, and thereby conunit murder, or worse ? And is there 
not some legislation necessary on this point ?" . 

It is not surprising that the so-called " plumoers " described by our 
correspondent don't take readily to our paper. When the conmiunity 
at large are more familiar with its columns, it will not be so easy for 
such fellows to get a chance to poison some family. There are good 
men in the business in Bridgeport, and architects should insist that 
no others should be allowed to work under them, for no architect, how- 
ever vigilant, can secure good work from a botch or safe work from a 
knave. If sickness or death follow from <^ scamped " plumbing, the man 
wlR) did the work is largely to blame, and should be made to suffer the 
consequences. 
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WHAT IS REASONABLE PLUMBERS' PROFIT. 

Q. I WAS told that in some of the earlier issues of the Sanitary 
JBngineer there was an article explaining the percentage a plumber 
shoald get on the cost of materials in order to make a fair profit, and 
that in one case it was of use in satisfying a customer that the bill was a 
fair one that he considered exorbitant. Will you refer me to it ? 

A. It appeared in the Sanitary Engineer of February i8, 1878, as 
follows : ''In our last issue we stated under this title that the merchant 
or banker whose annual transactions are by the million naturally looks 
upon a gross profit of 30 or 40 per cent, on the part of a plumber as 
something monstrous, yet on a moment's reflection any fair-minded 
man will admit that the margin of profit should be governed entirely by 
the nature of the business, the amount possible to do safely in a year, 
and the proportion of expense iia doing the business to the amount 
done. To illustrate : In this city there are about nine hundred so- 
called plumbers, besides a large number of idle joumejrmen ready to 
take any job that offers. The average amount of business done by 
each firm is tiot over $10,0.00 annually, including contract work for 
builders, jobbing, and days' work. As a rule, contract work pays little 
or no profit to nien who do the work properly and pay for the labor and 
materials, and it is only taken by good parties to keep extra journeymen 
employed^ Allowing a man to do an annual business of even $20,000, 
what gross profit should he require to pay his business expenses and 
have left a living and something to lay by for a rainy day ? for every 
man hopes to make something besides shelter, food, and clothing. 

EXPENSES AND LOSSES. 

Rent of store, which must be in location accessible to customers 

who live in best parts of the city $i,ooo 

Book-keeper and clerk to attend store while proprietor is giving 

personal attention to work 800 

Interest on capital, and sundry expenses doing business, col- 
lector, etc 500 

Keep of horse, wagon, and boy for driver 500 

Bad debts in jobbing business, not counting possible losses 

through working for speculating builders 500 

" If these figures are correct, and we believe they are, we contend 
that 30 per cent average gross profit is not exorbitant, but entirely 
legitimate. Merchants know that different articles pay varying degrees 
of profit, and as certain materials used by the plumber are limited to 5 
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and lo per cent, margins, others must pay more to make up the 
average. For instance, the proportion between the different rates of 
profit may be thus represented in tabular form : 

$5,000® loji^ $500 

6,000 @ 25jt 1,500 

5,000 @ 40ji^ 2,000 

4,000 @50ji^ 2,000 

Yielding gross profit $6,000 

Deduct expenses 3i300 

Net profit $2,700 

" Few plumbers in this city make ^2,700 net annually, notwithstand- 
ing the hue and cry made about exorbitant profits, and where it has been 
made we contend it is not too much, considering the hazards of busi- 
ness, for a man to make, who has the intelligence and capability that 
would render it safe to employ him to attend to such important matters 
as house-plumbing. It is, however, too much to pay ignorant men to do 
imperfect work, and the public should not employ the latter class and 
thus curtail the business of the former, making it necessary to obtain an 
even greater margin on a smaller business. 

" In this article it is not proposed to insist that any one should pay 
these profits, but only to show that what in some branches of trade 
might be exorbitant is in this business only reasonable, legitimate, and 
necessary, even considering the matter simply from a mercantile stand- 
point." 
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BATH BOILERS. 

The following chapter on " Bath Boilers " is taken from the series 
of articles entitled " Plumbing Practice," by " Sanitas," that appeared 
in the fourth and fifth volumes of the Sanitary Engineer. 



With the average working plumber there is no feature of his trade 
of such interest as the fitting up of a hot-water boiler, under the vary- 
ing conditions of water-supply in the United States and the demands 
for domestic consumption of hot water, the latter being much greater in 
this country than elsewhere. 

So little is understood of the theory of hot-water circulation by 
many who essay to arrange the apparatus for it, that we must attribute 
to that fact the greater portion of the defects complained of by house- 
holders generally. 

It is not my purpose to dwell on the physics of the subject, as that 
has been extensively referred to in the pages of the Sanitary Engineer dur- 
ing the past three years, but I shall briefly allude to some of the various 
means employed abroad to secure hot water for domestic purposes, and 
compare them with the practice adopted in the leading cities in this 
country. I am of the opinion that, for our needs and conditions, our 
best practice is cheaper, more effective, and quite as free from danger 
as any other that I am acquainted with. Before illustrating the various 
hot-water apparatus, it may be of interest to some readers of the Sani- 
tary Engineer to have briefly pointed out the cause of the most common 
sources of complaint and the course to be pursued in dealing with the 
difficulty. 

I shall confine these remarks mainly to the cases of hot-water 
boilers supplied directly from the street-mains, which is the custom in 
most cities in this country, and which is liable to more mishaps and 
casualties than when supplied from tanks, as is the practice in Boston, 
the reasons for which will appear in the course of these articles. 
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The principal complaint the householder has to make is that of a 
rumbling or pounding noise in the boiler. The most common mishaps 
are the collapsing of a boiler or the bursting of a water-back in the 
winter time after the range fire has been rebuilt, and when the water in 
the water-back or connecting-pipes is frozen. 

The rumbling or pounding noise, most heard on ironing days, when 
a hot fire is kept in the range and not much hot water is used, is occa- 
sioned by steam being generated in the water-back, which, when it 
meets with water cold enough to condense it, produces a vacuum. The 
water coniing together again to fill this void space causes the concus- 
sion, which makes this noise. The generation of steam is also often 
due to the fact that the water-back has too much heating-surface for 
the capacity of the boiler and the domestic requirements for hot water. 

To stop this noise and get rid of the steam, it is the custom to open 
the hot- water faucet This will accomplish it ; but if the hot-water 
faucet is opened suddenly there is danger of the boiler collapsing if it 
be a copper one, for the reason that the cold water, suddenly returning 
to fill the space occupied by the steam, condenses the steam instantly 
and produces the vacuum, which results in the collapse of the boiler. It 
is safer to open the hot- water faucet very slowly and thus prevent the 
sudden condensation of the steam. The risk of collapse is also greater 
in a city where the water-pressure is very light, as in New York, for the 
steam meets with so little resistance, by reason of want of pressure, that 
it more readily forms and more easily forces the water <MXt of the boiler 
and through the pipes back to the street-main. 

The other danger alluded to, and one .that this winter has several 
times been experienced, is the bursting of the water-back, and the con- 
sequent demolition of the range. This is solely due to ignorance or care- 
lessness. If a range fire is let down on a cold night, and the water in 
the water-back or in the connecting-pipes between it and the boiler 
becomes frozen, so that circulation is impeded, the building of a fire in 
the range under such circumstances is almost certain to cause an explo- 
sion, which might prove fatal to life as well as disastrous to property, 
for it is manifest that as soon as the water-back becomes heated steam 
is generated, and if it is confined, and not permitted to circulate, some- 
thing has to give way, and an explosion is the result The same thing 
might occur if both the hot and cold water pipes become frozen. 
Householders should therefore see to it that during cold weather a fire 
is kept in the range, so that the freezing up might not occur. If for 
any reason it is necessary to let the fire out for any period, care should 
be taken to empty the boiler, to uncouple it from the water-back, and 
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to blow out all the water that may be in the water-back, using a 
plumber's force-pump for the purpose. 

Explosions have been known to occur because so-called plumberi 
have disconnected the boiler for repairs and forgotten to blow the 
water out of the 
water -back, which 
afterward became 
frozen, and then, 
when connecting it 
again, neglected to 
ascertain whether 
the means of circula- 
tion were impeded 
or not. 

In considering the 

various styles of hot- Figure 8a. 

water bath-boilers in 

use, I will illustrate first a form frequently seen on the Continent of 

Europe. It is shown in Figure 82. 

This consists of a cylinder set over a gas-stove. This reservoir 

holds about enough hot water for one 
bath. The cold-water supply from 
the cistern is connected to it, while 
another pipe conveys the heated water 
from it to the faucet over the bath- 
tub. The gas is lit under this reser- 
voir when a person desires to bathe, 
and in a few minutes the water is suffi- 
ciently heated to satisfy the wants of 
people who have no conception of a 
more expeditious method. 

Figure 83 (which is reproduced 
from Buchan's "Plumbing") shows 
n 1^" . a plan formerly in vogue in Great 

4^ n^ HATB I Britain, which, as will be seen, consists 

I L J J of two tanks communicating with each 

^,j| other. X is the cold-water cistern 

and W is the hot-water cistern. The 

FlGUSB 03. 

water reaches the latter through the 
pipe Y, on which is a light copper flap, which can be lifted by the 
pressure of the incoming cold water, but which prevents the return 
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of the hot water. Z is the cold-water pipe to the boiler A, while 
B is the pipe that takes the heated water from A to the hot cistern W. 
In the sketch this cistern has a cover, with the pipe H, to permit the 
escape of steam. When they are not covered the steam is an annoys 
ance in the room in which they are placed, and the tanks soon collect 
dirt, and require frequent cleaning out. It will be noticed that what is 
here called a boiler (A) is substantially like what we call a water-back. 
Of late years the fitting up of hot-water apparatus in England has 
been gone into more elaborately, and in some respects is carried out 
essentially the same as it is done in Boston, at least so far as to have 
tanks or cold-water cisterns to supply their boilers. The latter seems 
to be a compromise between our water-back and the back-log boilers 

used in Philadel- 
phia. Figures 84 
and 84A show two 
forms of boilers. 
The latter is 
termed a "saddle- 
boiler," and is 
made the shape 
of the arch of a 
stove front, and 
is fixed in the 
stove as shown in Figure 85. The dome-top bath- 
boiler shown in Figure 84 is set in brick-work, as 
shown in Figure 86. It will be seen that this re- 
quires a separate fire, which with us is avoided, as 
the ordinary kitchen-range performs the duty of 
heating a limited amount of water for domestic purposes, in addition to 
its other functions. 

By extracts taken from the English papers, I notice that the burst- 
ing of hot- water boilers, as they are there called, has been very frequent 
this winter, and in several cases has been attended with very serious 
results. This has doubtless called out the circular issued by the Man- 
chester Steam-Users' Association, in which some good suggestions are 
made to householders. 

In the newspaper accounts of these casualties I notice they always 
speak of the " boiler bursting," but I apprehend it is what we in America 
call a water-back. The unusual number of these occurrences this 
winter is doubtless due to the very cold weather and the want of 
proper provision to prevent the freezing of the hot and cold water pipes^ 
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which might be expected in a country where such extreme cold was 
an uncommon thing. To this fact and to the ignorance of servants in 
building a fire in a range before it was certain 
that there was no impediment to the circula- 
tion of water in the pipes, must be attributed 
these disasters, and in reading of them it is 
plain to be seen that the ignorant plumbers 
and householders are not all on this side of 
the Atlantic. 

Figure 87, which is copied from an English 
catalogue, shows a more complete arrange- 
ment than those illustrated before. In this 
there is a range to do the duty of heating the 
{^ater. B is the boiler or water-back; C the hot 
cistern, which in this case is tightly closed. It 
is made usually of galvanized wrought-iron, 

and really answers the same purpose that our boilers do which we place 
alongside our ranges. D is the cold-water pipe from the hot cistern to 

the boiler or water-back ; E, the 
return or hot- water pipe to the hot 
cistern, and F is the cold-water 
tank. G is the pipe to convey cold 
water from the tank to the hot cis- 
tern ; I is the pipe to convey hot 
water to the bath-tub ; K is a relief- 
pipe from the hot cistern to above 
and over the cold-water tank. 

The place selected for locating 
the hot cisterns depends on circum- 
stances ; it is usually placed above 
the points where it is proposed to 
draw hot water, but it is sometimes ' 
put in the bath-room at the end of 
the bath-tub, with a warming-closet 
or linen-warmer placed just above 
it, so that it can secure some of its 
waste heat for the purpose of warm- 
ing towels, etc. 

The editor of the Sanitary Engi- 
neer has received a description of the usual manner of fitting up hot- 
water boilers in Montreal, from Mr. J. W. Hughes, of that city, and I 
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am pleased to give it herewith. Mr. Hughes says : " Having read the 
articles by " Sanitas " on the different styles of setting hot-water boilers, 
it occurred to me a short sketch on the prevailing method of fitting hot- 
water attachments for bath and other purposes here might be of inter- 
est to my American colaborers at the plumbing trade. Boilers, or, as 
you call them, copper reservoirs, are the exception ; and the cistern plan 
is the rule, although I have fitted up several houses on the American 
plan. 

" The greatest objection to the cistern plan is, that they are usually 
set immediately over the closet (pan water-closets generally used here), 

and as they are fed from the cistern 
supplying the water-closet, said cistern 
being uncovered, they are not at all 
right in a sanitary point of view, espe- 
cially when, as is frequently the case, 
careless servants take hot water from 
the taps for cooking purposes. 

" In the plan. Figure 88, A is the 
hot-water compartment, usually lined 
with 5 -pound lead or light copper; 
B, the division between hot and cold 
cisterns ; C, the cold cistern supplying 
the water-closet, and also hot-water 
cistern through pipe P, which is joined 
about the centre of division, the end 
in hot-water cistern being turned 
down to within one inch of bottom. 
A galvanized-iron cover is fitted tight 
on the hot-water cistern ; E is the 
ball-cock on city service for cold 
water ; F, service-box ; G, service- 
pipe ; H, cold-water supply-pipe ; I, 
water-closet ; J, hot-water circulating-pipe, standing up about eight 
inches from bottom of cistern and carried direct to ceiling over range 
or stove, to which it is connected from top outlet of heater by an iron 
pipe. From this pipe, J, are taken branches L M N, to supply hot 
water to bath, bafein-sink, etc. K is the cold-water circulation taken 
direct from bottom of the cistern and joined to the heater, as shown. 
O is the heater in the range ; the arrows show the direction of circula- 
tion-pipes J K, generally ^^ 6-pound to the yard lead pipe. A ^ood 
supply of hot water is obtained, by this method. 
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* The sketch shows front of cistern removed ; if the water boils or 
steam is made in large quantities, a 2-inch galvanized ventilator is run 
from the cover D." 

Having described the various methods of fitting up hot-water boil* 
-- ' ' ' -^ave also given a description of a 
la, I shall now refer to the various 
le United States, and I will allude 
)oiler," which has been extensively 
ind in other portions of Pennsyl- 
tme because, like the large log in 
place, it lies across the chimney- 
ms, and across the flues, 
under and back of the boiler, and 
are generally bricked in ; they last 
rs before burning out. One difii- 
lat when any repairs are required, 
be removed and the range taken 
at water as rapidly as the ordinary 
being cheaper, have been largely 
d to. It will be borne in mind that 
1 we know it in New York, is there 
but little known, so that every 
mechanic can have his house ; 
and even in these humble dwell- 
ings they have their bath-tub, 
and bath-boiler to make hot 
water, as I have here described. 
These back-log boilers are 
made of wrought-iron, the same 
shape as our circulating-boilers, 
with cast-iron heads and bot- 
toms. They are usually not gal- 
vanized. They have two coup- 
lings on one end, one for the 
cold water to enter arid the othe^ 
FiGURB 89. for the hot water to pass out. 

he ordinary wrought-iron circulating-boilers were, I believe, first 
made and brought into general use also in Philadelphia within the last 
fifteen years. They have very largely superseded the copper boilers, 
mainly because in most cities the boiler is supplied from the main direct, 
and not from a tank. This, as will be seen, subjects them to whatever 
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pressure the water exerts, which in many cases is quite heavy. Take, 
for instance, a city where the water is distributed by what is known as 
the " Holly system " — namely, by pumping through the mains. This, 
under ordinary circumstances, keeps the pressure at about 50 pounds 
per square inch ; but when a fire occurs it is suddenly increased by 
speeding up the pumps to 150 pounds per square inch. It will be man- 
ifest that under such a pressure boilers and all pipes are subjected to a 
very severe strain ; in fact, one which the ordinary copper boilers, as 
sold in the market, are unable to withstand. 

Copper boilers could, no doubt, be made to stand more than the 
present so-called " Brooklyn " and * Croton " pressure ones will ; but 
competition during the last twelve years has resulted in bringing these 
standards down, so that boilers made in conformity thereto will not long 
remain tight under more than 30 pounds cold-water pressure. 

There is no doubt that the water passing through the galvanized- 
iron boilers will, after a time, be more or less affected by rust, and that 
the copper boilers, with their interior surfaces well tinned, are more 
desirable, provided they can be so fitted up as to be durable. This can 
unquestionably be done, but in doing it the plan of fitting up boilers 
will have to be materially changed in most of the cities of the United 
States ; in other words, we must adopt the plan in vogue in Boston, 
which I decidedly prefer, and which I will illustrate further on. 

In Figure 89 is shown the usual way of fitting up galvanized-iron 
or copper circulating-boilers, when supplied direct from the main. A 
is the cold-water pipe, with a branch to the coupling on top of the boiler, 
the dotted line C indicating the circulating-tube, which in a copper 
boiler is made of tinned copper, and has a small hole in it about four 
inches from the top to admit air, to prevent, under certain conditions, 
this tube acting as the short leg of a s)rphon. In galvanized-iron boilers 
wrought-iron tubes are used ; this hole should also be drilled into these 
tubes for the same reason, but as a rule it is not done by dealers, and 
many plumbers never think of doing it. The dotted line E indicates 
the method of running a circulation-pipe, if it is proposed to have one, 
and D is the hot-water pipe. 

The advantages and disadvantages of this system will again be 
referred to. 

It frequently happens that householders complain of an insufficient 
supply of hot water where the heating-apparatus is arranged as shown 
at Figure 89. There are numerous reasons why this contingency occurs, 
many of which have been repeatedly stated in answers to queries in the 
columns of the Sanitary Engineer ^ but when the cause is due to the fact 
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that the heating surface of the water-back is not large enough, an 
arrangement made in this city, which is shown in Figure 90, can be and 

has been used with advantage. 

This, as will be seen, is an auxiliary water-heater, which is placed 

under the boiler, and also serves the purpose of a 

stand. It can be used with a range, or separately. — 

The cut shows the arrangement of the pipes to 

connect the heater with the boiler, and also the 

method of connecting with the water-back of the 

range. 
Figure S6 illustrated an English form of boiler 

that requires a separate fire. In Figures 91 and 92 a 

boiler is shown for use under simlar circumstances. 

The figures give the elevation and section of a conical 

hot-water boiler made by the same firm that makes 

the one shown in Figure 90. These are intended Figubb 90. 

for heating water for baptisteries, barber-shops, 

bathing establishments, laundries, conservatories, and places where a 

large quantity of hot water is required, and where a range is not needed, 

or other means for heating water are not provided. As will be seen by 

the sectional view, the boiler consists of two conical cylinders, one 

within the other, with a space for water be- 
tween the two ; the inside one forms the 
fire-chamber, and reaches nearly to the top 
of the boiler, with an outlet to the smoke- 
pipe or chimney. There is also a flattened 
cone connected with the crown of the cham- 
ber and extending to within a few inches 
of the fire, and there connecting at the side 
of the chamber with a pipe for the passage 
of the water. The water enters through the 
lower pipe at the back part of the boiler, 
and is distributed through the space sur- 
i rounding the fire-chamber and through the 
flattened cone, and, as it becomes heated. 

Figure qT ^^^^^ ^^^ ^^^^ ^"^ ^^ ^^^ P^P^ ^^ ^^^ ^^P* 

They are made, I believe, of various sizes, 
heating from 50 to 400 gallons of water per hour. It will be understood 
that a tank or reservoir is required. The water in the tank is heated by 
circulating through the boiler, the two being connected by pipes on the 
same principal as with a water-back, the boiler, with its independent fire, 
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doing essentially the same duty as the range and water-back, only on a 

larger scale. 

Figure 93 shows the ordinary method of fitting up a hot-water 

boiler in Boston. A represents the range with its water-back. B is a 

copper circulating-boil- 
er. 1 
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that a 
branch near the boiler is often c 
tank from which the cold water is 
is filled through a ball-cock, which 
direct from the street-main. By t 
seen that the pressure on the 
boiler is not excessive, and is a 
uniform one ; .the consequence 
is that the copper boilers prove 
durable. D is the cold-water 
supply to the boiler, from which 
branches should be taken to the 
cold-water faucets (except where 
drinking-water is drawn) and 
water-closet cisterns upstairs. 
E is the hot-water pipe, while F 
is the return or circulation pipe, 
taken from the highest point of 
E. It will be seen that an ex- 
pansion-pipe is carried up over and above the tank, with its end left 
open to permit the escape of steam. H is a cistern-valve, with an air- 
tube that extends above the water-line. It may be necessary to explain 
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to some of my readers that without this the water would not flow down 
the pipe D when the valve is closed, and it serves the same purpose that 
the air-vent in a cask of liquor does. I is a valve-slide by which the 
valve H in the tank can be opened or shut. This is often placed on the 
outside of the tank, and sometimes in the bath-room or other accessible 
place down-stairs, so that it can be readily reached in case of an accident. 
These boilers are set on iron stands, just as in New York, but in old 
houses I have seen them placed on a soapstone slab with a brick founda- 
tion, on one side of which is an iron door. Inside of this latter is the 
sediment-cock to empty the boiler. It will be noticed that I have 
stated that fixtures upstairs should take the cold-water supply from the 
down pipe D, and not from the cold-water main to the tank K. In 
good work I believe this rule is observed, but in cheap work, or where 
plumbers desire to save every foot of pipe possible, they often take the 
branch from the rising main when that pipe is a little nearer to the fix- 
tures to be served. Much of the complaint about ball-cocks jumping 
or making a noise, faucets leaking, and water-hammer, are due to this 
fact, and architects in writing specifications should be careful to 
specify from which pipe the branches should be taken, and then see 
that the specifications in that particular are carried out. Of course, I 
wish to be understood that the cold-water faucet over the kitchen-sink 
and the pantry-sink, or wherever it is desired to draw water for cooking 
or drinking, should not be supplied from a tank, but by a branch from 
the main in the cellar, independent of the pipe to the ball-cock at the tanky 
unless the disturbance of this ball-cock, whenever a faucet is suddenly 
shut, is no objection or annoyance. 

In the issue of January 15, 1880, of the Sanitary Engineer an illus- 
tration of a double boiler was given. From correspondence concerning 
it at the time, it occurred to me that the explanations did not make 
entirely clear to all the readers of the paper the peculiar circumstances 
under wnich this form of boiler was used or required. For the informa- 
tion, therefore, of persons not residing in New York City, who may not 
fully understand it, I will explain that the class of dwellings in which 
double boilers are used are generally four stories high, besides the 
basement. The city water has not sufficient force to ascend above 
the second floor, and recently not always to that height. It is, of course, 
desirable to be able to draw hot water on every floor. This, however, 
would, under such conditions, be impossible, as the hot water cannot go 
above the cold water that supplies the boiler. 

To place a tank in the attic or fourth floor from which the boiler is 
to be supplied, as shown in Figure 94, would involve pumping in that 
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tank all the water that is afterward heated and used as hot water, as 
It would not flow there, as provided for in the sketch referred to. In the 
double-boiler system, therefore, the intention is to pump only the water 
required above where it will flow from the street-main, and this water is 
supplied to the inside boiler which furnishes the hot water for the upper 
stories. 

It will be noticed that a double boiler, as shown in the annexed 
plan, consists of two copper cylinders, the space between the inner shell 
and the outer one being of the same capacity as the inside of the inner 
boiler — that is to say, an 8o-gallon double-boiler means that the inside 
and outside boiler will hold forty gallons each. By reference to the 
drawing it will be seen that the cold-water supply passes under the sink, 
with a stop-cock at B, up alongside of the boiler, with a check-valve H, 
which is placed there to prevent drawing water from the outer boiler 
when the pump is working or the water is shut off in the street. Just 
above this check-valve a branch from this cold-water supply-pipe 
is taken and connected to the cold-water supply to the inside 
boiler which comes from the tank. On this is also placed a check-valve 
that will prevent the cold water from the tank from running to the main, 
while, on the other hand, it will permit the water from the street-main 
to All the inside boiler at any time that the tank should become empty. 
It will be noticed that the hot-water pipes from both inside and outside 
boilers extend over and above the tank, with their ends open to 
permit the escape of steam. The hot water required at points above 
where the cold water will rise is taken from branches out of the hot- 
water pipe from the inside boiler, while the hot water required below 
that point is taken from the pipe that comes from the outside boiler. 
The tank is filled by a pump, which is usually placed in the cellar, instead 
of alongside the kitchen-sink, as shown in the sketch. A circulating- 
pipe is run from the outside boiler hot- water pipe, but not ^f rom the 
inside one. 

It sometimes happens that these boilers are so fitted up that when 
the water from the inside boiler is drawn off it has collapsed from the 
pressure of the water surrounding it, by reason of some one ignorantly 
or carelessly emptying the inside one before the outside. 

The arrangement of the sediment-cocks as shown in the drawing 
would prevent such an occurrence, because if the stop-cock G was 
opened, the water could not be drawn from the inside boiler until A was 
also opened, which would simultaneously empty the outer boiler. The 
outside boiler can be emptied without affecting the inner one, but not 
the reverse. 
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Figure 94. 
SECTIONAL PLAN 

OF A 

DOUBLE BOILER, 

AS SOMBTIMBS FITTED UP IN 

FIRST-CLASS DWELLINGS 

IN 

NEW YORK CITY. 



Note.— An illustntion of a reverse attachment, 
whidi is sometimes used in connection vrith. the 
double boiler by steam, is ^ven in Figures q5 and 
96, and its functions expUuned. 
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The reverse attachment alluded to in the note on the preceding- 
page is illustrated in Figure 95. In order that the following explanation 
may be more readily understood, it will be well to refer to the illustration 
of the double-boiler system on page 147. In most houses where this 
system is adopted, it is found that on the second flbor the flow of water 
from the street-main is intermittent — 1. e., at times water is not obtainable^ 
by reason of an insufficient pressure in the street-mains ; at other times 
the pressure is ample to supply that floor. 

In such situations, therefore, the reverse cock is placed on the 
branch-pipes from both the tank and street-main hot and cold water 

pipes. This is put 
under a wash-basin 
or in some accessi- 
ble place, so that 
when the supply 
from the main fails, 
a supply from the 
tank can be obtained 
by a turn of the lever, 
which, when closing 
the two stop-cocks 
on the supply-pipe 
from the street, 
opens the stop-cocks 
on the hot and cold 
supply - pipes from 
the tank. Of course, 
when these are open 
the water used is that 
which has to be 
pumped ; conse- 
quently they are 
only kept open when the street-pressure fails to reach that floor. 
By reference to the sketch, it will be noticed that the pipes all come 
through the lead safe, which indicates its location under a wash-basin ; 
of course a plumber will understand the various ways that the branches 
can be run so that they may come up through the safe as shown. It 
will also be noticed that I refer to this reverse attachment as being 
placed on the branches. I have no positive knowledge of the fact, but 
it is asserted that in some instances plumbers have connected one or 
more of the cocks in this attachment to the main pipes, either to save 




FtGUXX95. 



Digitized by 



Google 



HOT WATER CIRCULATION IN BUILDINGS. 



149 



pipe or because it was a little more convenient. By an examination of 
^he double-boiler cut it will be made evident that this would be a dan- 
gerous proceeding, because the closing of one of these cocks would close 
the expansion-pipe that extends from the boiler over the tank, with its 
•end open to permit the escape of steam, and would result in straining 
the boiler, if not the more serious casualty of an explosion. 

Figure 96 shows the usual arrangement before the reverse attach- 
ment was made, which, as will be seen, consists in placing separate stop- 
cocks on each branch from street and tank supply. This is also shown 
located under a wash- 
basin. It is customary to 
put a label on each stop- 
cock to indicate its partic- 
oilar use. 

Occasionally two inde- 
pendent boilers are used 
in place of a double boiler, 
to secure the same results; 
but in most kitchens a con- 
venient space to locate 
them cannot be found, 
although when such an 
arrangement is practica- 
l)le, each boiler can be 
larger — ^that is to say, from 
50 to 80 gallons each, 
which would be equivalent 
to an 120 to 160 gallon 
double boiler, whereas the 
sizes most frequently used 
.are from 80 to 100 gallons 

•capacity. As a general thing where double boilers are used, an inde- 
pendent single boiler of from 40 to 50 gallons capacity is provided for 
the laundry, and placed alongside the laundry range, and connected 
with its water-back. This is intended to supply hot water only for 
laundry purposes. 

In the reference to hot-water boilers placed in the laundry of a 
private dwelling, mentioned above, I simply described the custom 
in New York City. It may be well to explain that in the New England 
States, or in the vicinity of Boston, water for laundry purposes is often 
Jieated in an open-top copper boiler, which is set in brick-work alongside 
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of a set of soapstone wash-trays. The fire is built under this boiler, a 
draw-off cock is placed on it, and the hot water is drawn off and pourecf 
into the tubs as required. 

I have, in the preceding pages, referred to the various methods 
of fitting up bath-boilers in this country and in Europe with which I 
am acquainted, and I shall now conclude the chapter on boilers by a 
few suggestions that occur in considering the conditions of their use. 

In this city, where the building of flats has become so general, the 
question is frequently raised whether it is better to have a bath-boiler 
for each flat in each kitchen, connected with the water-back in the 
range, or whether the hot water should be supplied to each flat from 
some central source — as, for instance, a large boiler in the basement. 
In intelligently deciding this point various things must be considered. 
In the smaller flats, where steam is not required to run elevators, and is 
only needed to heat the halls in the winter time, it is the practice, and 
is, no doubt, more economical for the owner of the building to provide 
a boiler for each flat, as the fuel required by the family for cooking will 
also heat what water is needed, and this, of course, involves no expense 
to the landlord. As usually fitted up in flats, copper boilers are apt to- 
collapse, because of the liability of the water being syphoned out of 
those on the upper floors when it is drawn off at a lower point. This 
could be guarded against, but specifications do not require the precau- 
tions to be taken, and the cost would deter any plumber from doing it 
in contract work, consequently galvanized-iron boilers are now almost' 
universally used in such situations, as they are sufficiently strong to 
withstand the atmospheric pressure in the event of there being a vacuum 
formed inside of them by the withdrawal of their contents. One other 
objection is the fact that the boiler in the small kitchen of a flat adds to 
the heat of this, as well as of the adjoining rooms, and in hot weather 
this is sometimes an inconvenience. 

In hotels and first-class flats water is heated for use throughout the 
building by placing a coil of brass or iron pipe inside a large wrought- 
iron tank, and heating the water by passing steam through this coil. 
Brass pipe is considered for this purpose to make the best job ; but iron 
is most frequently used, although copper mains — such as are used in 
stills — are sometimes adopted. 

Exhaust steam is sometimes availed of for this purpose, and is the 
most economical, although I think, as a general thing, live steam is 
taken from the boiler required to furnish the power to run elevators, 
etc. These hot-water tanks are supplied with water from the tank on 
the top floor ; connections are also made to supply them from the 
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Street-main, with a check-valve on this pipe to prevent the tank-water 
from running back to the main, but to permit the street-pressure to 
supply the boiler when there is no water in the upper tank. 

In these articles on hot-water boilers it seems proper to refer to the 
wearing out of hot-water pipes, which occurs with the most frequency 
near the range or between the boiler and the range. This is generally 
due, in the case of lead pipe, to impeded circulation or too much heat- 
ings capacity in the water-back, there being considerable difference in 
this respect with the various makers of ranges. In some cases, where 
the water-back was large, I have known of a piece of wrought-iron pipe, 
this shape {zd)^ to be substituted for a large cast-iron water-back. 
This will bum out in time, but is capable of making a great deal of hot 
water. Where lead is used for the hot-water pipe, it has been the prac- 
tice, in first-class work, to have a copper pipe brazed on to the coupling 
of the boiler and of the water-back, and in order that the coppersmith 
could get the exact dimensions and the proper direction for this con- 
necting piece, a lead-pipe connection was made to serve as a model ; 
and to insure an absolutely tight and strong joint where the pipe was 
brazed to the couplings, a good soldered joint was wiped over it. Con- 
nections made as here described have been found much more durable 
than with the ordinary lead pipe. 

Vacuum-valves have been largely sold for use on the hot-water 
pipes of copper boilers, to supply air and prevent a collapse. Some are 
made to screw into a spud attached to the boiler for this especial pur- 
pose. I have never considered them reliable, and I think the experi- 
ence of plumbers has been that the valve, not being in constant use, is 
liable to stick to its seat and become inoperative when most needed. 
An expansion-pipe, as before explained, with its open end above the 
source of the supply to the boiler, which should be a tank in the upper 
part of the house, is, in my judgment, the only safe plan. 



SETTING HORIZONTAL BOILERS. 

Much information has been given from time to time of the best 
way to run the circulating-pipes between a water-back and boiler ; but 
the proper position tn the boiler for the pipe-connections does not seem 
to be understood, if I may judge from a boiler recently received from a 
large manufacturer, in which the couplings were so placed that only 
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about one-half the capacity of the boiler would be available for use. 

The boiler was to rest horizontally — a position in which many boilers are 

now set, and the diagrams. Figures 
97, 98, 99, show the pipe-connections. 
D, inlet for cold water, with tube 
running into boiler ; B, for hot water 
to pass out; A and C, upper and 
lower circulating connections. 

A moment's thought will show that 
water below C ml/ not heaty and that 
the water above B cannot be drawn off. 
The capacity of the boiler is therefore 
only that portion between the hori- 
zontal planes passing through C and 
B, Figure 97, or very little over one- 
half the whole boiler. The proper 
position for couplings to horizontal 
boilers are shown in Figures 98 and 
99, in which D represents the cold in 

pipe ; B the hot out pipe ; A, upper circulation ; C, lower circulation. 
Now, a moment's thought will show that the water below C will not 

heaty and that the hot water above B cannot be drawn off. The capacity 

of the boiler is therefore onl/ 

the part between horizontal 

planes passing through C 

and B, in the case we allude 

to, just about one-half the 

whole boiler. Or, where the 

pipes can be conveniently 

connected at the top side of 

boiler. 

In a vertical boiler we have 

never seen the couplings im- 
properly placed. Care, of 

course, must be taken to have 

the inside tube upon the cold- 

water supply to boiler, but in 

horizontal boilers care is not 

always taken to observe the 

following rules, applicable alike to vertical and horizontal boilers : 
First — Cold water should be delivered into the boiler at a point 



\ 



^ 



^ 




WATER BACK 



FiGURB ZOO. 



Digitized by 



Google 



HOT WATER CIRCULATION IN BUILDINGS. 153 

near its bottom. To prevent the boiler being emptied through this cold 
supply-pipe it is best to have the coupling near the top of boiler, and 
cany a pipe from it inside the boiler to near the bottom. 

Second — The lower circulating-pipe should connect at or very near 
the bottom of the boiler, so that all the water in the boiler may be 
heated. The position of the upper circulating coupling is not material. 

Third — The outlet-pipe for hot water should be at the top of the 
boiler, so that all the hot water may be drawn off. 

Fourth — The inlet and outlet pipes should not be too near together, 
lest the rapid flow, when hot water is drawn, establish a current between 
them, and so fail to draw the hot water from the boiler. 

Where a boiler is too small and it is desired to add another boiler, 
instead of throwing out the old one and replacing it with a single large 
one, I have coupled them as shown in Figure loo. Both boilers heat 
alike, and are drawn off together. 



HOW TO SECURE CIRCULATION BETWEEN BOILERS IN 
DIFFERENT HOUSES. 

Q, I HAVE a customer that occupies two separate houses adjoining, 
as shown in sketch. House No. i, kitchen is only used to do laundry- 
work in ; the range is heated up about three days in a week. House 



Figure zoi. 



^0. 2, kitchen is in constant use, as the cooking is all done for both 
houses in No. 2 kitchen. Now, what is wanted is to connect these two 
liouses together so No. 2 will assist No. i in having hot water there three 
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or four days when No. i range is not in use, and so they will both work: 
in harmony with each other at all times. 

I would be very much pleased to have your views on this subject 

A, Connect the hot-water pipes from both boilers, as shown by 
dotted line A, and cold-water pipes to ranges, as shown by dotted line B. 
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CONNECTING ONE BOILER WITH TWO RANGES. 

Q. 1 NOTICED in your paper of December 8, i88i, a method of fitting 
up a boiler with two ranges, so as to be heated from either or both at once, 
and herewith send you a drawing of another and better manner of doing 
the same, thereby securing a more perfect circula- 
tion, as I question if the water-backs would have 
a sufficient supply through the ordinary coupling 
when both ranges were in use at the same time. 
They would likely be unpleasant on account of 
noise, if not dangerous. 

When only one range is used the cold-water 
pipe is brought into the water-back through the 
end nearest the boiler, and the hot-water pipe is^ 
carried out from the opposite end, and around be- 
hind the range between it and the brick-work, 
keeping at about the same level till near the boiler, 
where it rises and enters the side- 
connection. 

A, The objection to this method 
is, as much water cannot be warmed 
by passing it first through one back 
and then through the other as 
would be the case if each back cir- 
culated separately to the boiler. 
This will be plain when we con- 
sider the water cannot take as 
much heat from the upper back 
as from the lower one, as the 
difference of temperature will be 
less between the water in the 
upper back and the fire than it 
will be in the lower one. 
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TAKING RETURN BELOW BOILER. 

Q. I think the plumber is right and you are wrong about your 

advice to Mr. ^ when you say you can carry the return below 

the floor and then rise to the boiler and have circulation. If he does as 




4 



Figure 103. 

you say he will get a trap where he rises, and the cold water will stay 
there and he can't get any circulation. I don't think it makes much 

difference how high the circulation is, either. I would say to Mr. 

it is a waste of time and money to 
run the circulation-pipe as he wants to 
do it. 

A. We must still maintain that a cir- 
culation will take place in the pipe below 
the floor. It depends, as stated in the 
original article, on the cooling of the 
upper or flow-pipe. Then the density 
and the weight of the colder air in the 
descending pipe, at the left of the orig- 
inal diagram, indicated by the descend- 
ing arrow, are greater than in the rising 
pipe, and it is this greater weight which 
causes the circulation. 

We, of course, are not to be under- 
stood as maintaining that a circulation 
will take place at every distance below 
all circumstances. How far below the 
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the water-back, and under 



water-back the return can be carried will depend on the height of the 
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rising column. In the case submitted to us it is assumed that the 
upper pipe is at least six feet above the water-back, and the lower pipe 
not more three feet below it. 

Figure 103 represents the plan we first proposed. Figure 104 is the 
method suggested by a firm in New York City which has had extensive 
experience in the fitting up of hot-water apparatus. It will be seen tha 
the lower return is here connected with the water-back return-pipe. 



TROUBLE WITH BOILER. 

Q. I HAVE recently had a job of plumbing completed here. Have 
in kitchen a 40-gallon galvanized-iron boiler ; the cold supply comes to 
within twelve inches of bottom of boiler. The connections to water- 
back have proper slope ; the circulation-pipe from second story connects 
into cold supply from boiler to water-back ; the connections from boiler 
to water-back and entire system of hot water and circulation-pipes are 
^-inch pipe. 

The range first put in was a portable one, with a small watet-front 
made for f^-inch connections. With this we could get water barely warm. 
This range was then taken out and a larger one substituted, having a 
large water-/r^«/ made for ^-inch connections. This gives us plenty 
of warm water, but no Aot water. In several houses here the same trouble 
is complained of. Is there any way to get hot water from a portable 
range with a portable water-/r<7«/ unless a pipe-coil is put in in addition ? 

A, The water-back may be too small, or it may be located too low 
in the range to get the heat from the fire, or it may be covered with 
ashes and clinkers. There are portable ranges made with water-backs 
of ample heating capacity to heat the water in a 40-gallon boiler, unless 
the family use an unusual amount. 



AN IGNORANT WAY OF DEALING WITH A KITCHEN- 
BOILER, 

Q. I PUT in a square boiler, holding about 25 to 30 gallons, in a 
country place, where it has to be filled with water from the top by the 
pailful. Now, the cold water passes through pipe No. 2 and through 
the water-back, and is heated and passes through pipe No. 3 to the sink. 
What is the reason that when the cock is open steam comes out for a 
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minute or two and then the water comes out half-stream, and the 
water-hammer commences and acts on the boiler? What is the reason 
of this water-hammer, and how can it be stopped ? and can the pres- 
sure be made greater? 

This is the way the pipe runs. There is )^-inch 2 A A lead pipe. 
Don't you think there is water enough in the boiler to make it come 
out full stream into the sink ? 

A. The ignorance of the first principles of what is necessary to 
secure a hot-water supply for plumbing fixtures expressed in this letter 
and sketch is astonishing. Water is run from a tank into a water-back, 
and no provision is made for a return-pipe for the water to find its way 

back again to the tank 
when it becomes hot. 
The result is, you make 
steam in the water-back 
when there is sufficient 
heat in the range. This 
pressure, presumably, 
finds vent (backward) 
through the pipe No. a 
periodically and spas- 
modically, and with 
all the other S3nnp- 
toms of internal con- 
vulsions. When you 
open the cock at the 
sink the steam finds vent in that direction, the water following from 
the tank into the water-back. This condenses what little steam there 
is left, and a vacuum is formed, drawing water, air, or anything present 
in the pipes into the water-back, with all the phenomena of water-ham- 
mer or shock following. 

It is a good thing the tank (or boiler) had to be filled through an 
open cover, for had it been a closed boiler it is more than likely we 
would have to chronicle the death of a servant girl or two, or may be a 
plumber. 

Make a connection as shown by our dotted lines at No. 4, and see 
if it improves the condition of your apparatus. The water in the 
boiler must not be allowed to fall below the upper end of this opening. 
It will be understood that the dotted lines are added by us. The 
original drawing and description makes no provision even for the ordi- 
nary circulation to and from water-back and boilers. 




FiGURB XO5. 



Digitized by 



Google 



158 HOT WATER CIRCULATION IN BUILDINGS. 

RETURNING INTO HOT-WATER SUPPLY-PIPE. 

Q, I PROPOSE to put in my house a circulation-pipe, attached to 
the range as lollows : 

A, cold-water supply from street ; B, hot wa'er from boiler sup- 
plying several fixtures in basement ; C, hot-water supply for upper 



Figure xo6. 

floors ; D, hot-water pipe from range to boiler ; E, waste-pipe from 
boiler ; F, circulation-pipe united to the pipe B and extending upward 
and uniting with the pipe C above the highest hot-water fixture. 

The point on which I have doubt is whether the fixtures in the 
basement will injuriously affect the circulation through the pipe F. 
If you will kindly enlighten me, you will oblige. 

A. There will be no interruption of the circulation in the pipes C 
and F, which will be apparent. Of course, water drawn at the sink, if 
drawn slowly, will have its temperature perceptibly affected by the 
return water from F, as it will mingle with it, but with ordinary use, 
with a good water-back, it should not be noticeable. 



WHERE SHOULD SEDIMENT-PIPE FROM BOILER BE 
CONNECTED WITH WASTE-PIPE? 

Q. Do YOU think it proper to connect the seditiient-pipe of a 
kitchen-boiler directly to a soil or waste pipe ? 

A. If the sink-trap is below the floor it is better to run the pipe m 
above it. If not, we see no serious objection to connecting with the 
waste-pipe. Of course, the sediment-cock should not be left open if the 
boiler were emptied of water at any time. 
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SEVERAL FLOW- 
PIPES AND ONE CIR- 
CULATION-PIPE. 

Q. I FIND it necessary 
to run three distinct riser- 
pipes from kitchen-boiler 
to the second and third 
floors. Can I secure a 
circulation by running a 
single return-pipe having 
branches connecting with 
each riser above the high- 
est fixture ? Would more 
return-pipes be any better ? 

A, Bring the branches 
E and F into the return D 
at slightly different levels 
to prevent the circulation 
in one meeting and check- 
ing that in the other, as 
they would do to some 
extent, certainly, if con- 
nected as shown. At the 
junction of G and D let 
G turn downward, so that 
the circulation in D may 
not be, in part, diverted 
into G, to prevent a cir- 
culation in the latter pipe. 
Then with a return-pipe 
large enough to carry the 
circulation in the three 
hot-water pipes you should 
get a circulation. We 
would advise that you 
make the pipes from boiler 
to junction a size larger 
than the pipe A, otherwise 
there is risk that the 
greater part of the circu- 
lation will take the easiest 
course through A, as 
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that is in direct line, giving you little or no movement in B and C. If 
you intend to use iron pipe, Y-branches or " division-tees " (Figure 37, 
Hunter, Keller & Co.'s Catalogue) will give better results than plain 
tees. 

If the work is to be lead pipe, the good judgment of the plumber 
must be exercised in making easily-flowing joints, which direct th^ 
water in the proper direction. 



HOW TO RUN PIPES FROM WATER-BACK TO BOILER. 

Q. Inclosed I send you the plan of a house I have just fitted up- 
with a circulating-boiler. The boiler is set about four feet above the 
range in a closet. Now, the landlord has built a summer kitchen, and 
wants a water-back put in to heat water in boiler from outside range, 
and I tell him he cannot do it unless he cuts out the back of the range 
in the main kitchen and runs the pipes back of the range in the main 
kitchen. But the range man says we can run down from the water-back 
under the beams to inside boiler, which will cause about two feet of a 
trap in the circulating-pipe. I say it will not work. Please tell me who 
is right. I was always taught that the circulating-pipe should have a 
fall from boiler to water-back. Please tell me which would be the best 
way to fix it to make a job of it. By answering this as soon as possible 
you will confer a great favor. 



Range, 
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A, You are right, and the range man is obviously wrong. There 
should be a gradual ascent from the water-back of the pipe that con- 
veys the water heated by it to the side-coupling of the boiler. If the 
ranges and boiler are located as shown in the sketch, we see no proper 
way of connecting with the summer range except to run the pipes 
behind the large range. * 
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HOT-WATER CIRCULATION WHEN PIPES FROM BOILER 
PASS UNDER THE FLOOR. 

Q, I INCLOSE drawing of boiler, pipes, and tank. I saw in the San- 
itary Engineer of April 19, 1883, a plan for circulating, which I mark 
Figure 109. I have tried the plan, but it will not work. I then cut off 
the return hot-water pipe or circulating pipe, marked r, which ran to 
the bottom of boiler, and connected it to the circulating-pipe of stove 
and boiler, as by dotted lines, and it still will not work. The pipe can't 
be run on kitchen-ceiling nor 
over ceiling on floor. Evi- 
dently we must run through 
floor to cellar-ceiling, and up 
in partition to tank and bath- 
room. Can you inform nje 
how to make a circulation 
work without changing the 
whole line of pipe? If you 
can give me any information 
concerning the circulation it 
will oblige me very much. 

I 

A. Any circulation which 

has to drop after leaving the 
boiler is a thing of doubt, as 
there are so many circum- 
stances which may affect the 
flow besides the actual direc- 
tion of the pipe. When the 
pipe which has to convey the 
water away from the boiler 
has to take a downward 
course, or the pipe returning 
to it again takes an upward 
one, they separately and 
collectively preponderate 
against the force which nat- 
urally tends to assist the cir- 
culation. In your case, in Figure 109. 
^, from the boiler to the 

under side of the floor, the water is the hottest in the circulation, and 
would naturally rise, whereas it must go down to accomplish what you 
want. But in ^, for the same perpendicular height, it is the coldest, as 
it is the end of the circulation, and would naturally fall where it is 
forced to ascend to accomplish what you desire. Thus, in these two 
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pipes, from the boiler to the under side of the floor, you have a prepon- 
derance against you. In the pipe by where it rises in the house again, 
you have a hot pipe, but not as hot as where it runs in the wrong direc- 
tion at the boiler, and in juxtaposition to it you have the return-pipe c 
colder than it, though not very much so, and warmer than the pipe c 
where it rises. These pipes at this point tend in the right direction, but 
the difference of weight of water between them is not sufficient to over- 
come the difference which works against them in their course in the 
vertical position near the boiler. 

If you clothe a flow or hot pipe where it ascends, and a return or 
cold pipe where iV also ascends, and all level pipes, it will assist a circu- 
lation, as by that means you prevent a great loss of heat at these parts, 
and keep the column of water nearly the same temperature and density 

throughout its length, allowing it 

^J^ ' x^^^u ^^ ^^^^ ^°^y where cooling will 

Cffyr Sff^^^P tend to quicken the circulation by 

increasing the density — namely, 
where flow-pipe or return-pipes 
fall, but notably the latter. In 
your case, if d and r, where they 
run upward, could be extended 
indefinitely, you presumably would 
reach a point where the circula- 
[l^ Sj J ^ tion would go on, and which Mr. 

Armstrong must have exceeded in 
his case, or his job in the Young 
Ladies' Seminary at Northfield, Mass., would not have worked. There 
may be influences at work, also, in his case, assisting him, such as a 
large quantity of cooling surface in his return-pipe compared to the 
bulk of water it will hold, or its being run in a position where the influ- 
ence of cold draughts or cold pipes affects it. The method of entering 
the boiler at the bottom with the return-pipe is better than carrying it 
down inside in a tube. 

We do not recommend this method of getting circulation, and no 
one should attempt it unless it was an impossibility to run the pipes any 
other way. Hood, in his treatise on warming, etc., says : "In Figure 
no, B represents the boiler ; and the effective or direct motion is in 
this case caused by the water in the coil and pipe c d being so much 
heavier than in the boiler and the pipe B a that it overcomes the retro- 
grade motion which is produced by all the other parts of the apparatus. 
Thus the water \xi g h being heavier than that in / k, and that in ^ / 
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(below the dotted line) being lighter than that in / «r, has in both cases 
a tendency to retrogression. * * * The motive power, there- 
fore, entirely depends upon the quantity of heat given off by the coil ; 
for the water must be cooled down many degrees in order to give it 
sufficient preponderance over the water in B at to cause a circulation." 



HEATING A ROOM FROM WATER-BACK. 

Q, Would it be practicable to use a circulation system from a 
kitchen-boiler to heat a small adjoining dining-room ? If so, would it 
be necessary to increase the size of boiler and range, which are, if any- 
thing, more than ample to supply all the hot water a small family needs 
for washing, bathing, etc.? 

A, We have seen a pantry or closet warmed in this way. The cir- 
culation-pipe from the water-back to the boiler was branched, and some 
of the hot water diverted into a coil in the pantry, the return going into 
the pipe leading to the water-back again. As to the question of requir- 
ing a larger water-back, it will all depend on the quantity of warm water 
required elsewhere than in the coil, and' can be best found by experi- 
ment 



THE OPERATION OF VACUUM AND SAFETY VALVES. 

Q, What is the principle on which the "safety and vacuum 
valve " on top of a boiler acts, and how should it be set ? 

A. A vacuum-valve on a kitchen-boiler is intended to prevent the 
collapse of the boiler by the pressure of the atmosphere on its outside, 
should it become empty or partly 
empty through the shutting off of the 
water - supply ; at the same time, 
should there be a heavy fire in the 
range, steam may be generated within 
the boiler, in which case a safety- 
valve is intended to let the over- 
pressure escape. It also provides for 
the expansion of the water should a 
fire be started with a full boiler and ^""""^ "'• 

pipes, with the street-cock accidentally shut. The annexed cut shows 
how a combined " vacuum and safety valve " may be set. 
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For hot-water boilers in houses we much prefer to have an open- 
end relief-pipe, to prevent vacuum and explosions, to trusting to vacuum 
or safety valves, because, unlike the valves on steam-boilers, they 
are not often tested, and when wanted they do not always work. 



PREVENTING COLLAPSE OF BOILERS. 

Q. What precautions can be taken against the collapse of kitchen- 
boilers, when water is drawn off in the street-mains ? 

A. Put out the fire in the range and close the stop-cock in the 
service-pipes, so as to pr^.vcnt the water running backward into the 
empty mains, and draw no water in the house until the street-mains are 
full again. It is better to supply the boiler from a tank or supply- 
cistern instead of from the mains direct, and have an open pipe carried 
from the top of the boiler to above the level to which the water can 
possibly rise. 



COLLAPSE OF A BOILER. 

Q. In drawing the water from plumbing fixtures, arranged as fol- 
lows, or similar to Figure 112, the boiler collapsed. Was the syphon 
enough to do it, or could there have been another cause ? 

The circumstances were as follows : The main pipe from street to 
tank was shut off ; then a hot -fire was removed from the range ; all the 
water was then drawn from the tank through the faucets in the sink ; a 
j4-inch hose was attached to the sediment-cock, and the cock opened ; 
then the drip D in the hot-water pipe in the cellar was opened, from 
which some water flowed. Hearing a peculiar noise, on going to the 
kitchen, the boiler was found to have collapsed. 

Could there have been any pressure in the boiler to have forced 
the water out of the drip and hose also ? Or was not the boiler strong 
enough to resist the power of the syphon, which would have existed 
until I he water lying in the hot- water pipe was drawn into the boiler? 

The fall is as given in the diagram. Shall have an air-cock placed 
in top of boiler when it is replaced. 

A, The syphon action was sufficient to collapse the boiler, and 
probably did so in this case. 

When you drew the water from the boiler and pipe through the 
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sink connections you still left the pipes and boiler nearly half -full, as 

indicated by the dotted line a, but when you attached the hose you 

made the long leg of a syphon, which for the height of six feet, as you 

show, and say three feet added for the height of water in the boiler and 

connections, gave you, 

we will say, a pull of 

four pounds per square 

inch. Against this you 

had a column of water 

raised in your hot and 

cold pipes alongside of 

the boiler by, we will say 

ag^ain, the "pull of the 

long leg of the S5rphon." 

Assuming the latter dis- 
tance to be nearly equal 

to the other, which, it ap- 
pears from your diagram, 

you may safely assume, 

you had an atmospheric 

pressure of three pounds 

per square inch, or 

what would produce it. 

You opened your hose, 

or the long leg of the 

syphon, Jirst^ and air did 

not enter through your 

sink-cocks, as they 

must have been closed. 

Had you opened the 

cock D first (the short 

leg of the syphon), you 

probably would not have 

had the collapse, as 

the small quantity of 

water it contained would 

have run out. When 

you did open it air entered by it, and made the noise you mention. 

Had the sink-cock been left open the whole trouble would have been 

avoided. 
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EXPLOSION OF WATER-BACKS. 

Q, The excessively cold weather of this winter is giving the usual 
trouble in regard to the freezing of pipes from boilers to water-backs. 
Lately in Chicago the explosion of a water-back was attended with 
loss of life. 

I have had to disconnect my boiler and stop its use altogether, 
owing to the impossibility of preventing the freezing of the connecting 
pipes. 

On two occasions, recently, the pipes were found frozen, and 
only by the personal precaution of thawing out the pipes previous to 
lighting the fire was an explosion avoided. I write this to ask you if 
it is not possible to devise some contrivance, such as a plug of fusible 
metal, or a cock to open at a high pressure, which, placed in the water- 
back, would obviate the danger of explosions when the connecting pipes 
are frozen, thus putting our cooking-stoves and their hot-water attach- 
ments within the intellectual range and ordinary care of our usual hired 
help. 

A, We know of no contrivance that can be depended on in emer- 
gencies such as you suggest. The only plan is to keep up a good fire 
and not let the pipes freeze. If by accident the fire goes out, follow 
the directions contained in an article on page 286, issue of the Sanitary 
Engineer of March 2, 1882. 



A PROPOSED PRECAUTION AGAINST WATER-BACK 
EXPLOSIONS. 

Q, The usual catalogue of accidents from exploding water-backs, 
caused by freezing, has begun to appear in the papers. This suggests 
to me whether there is not a simple expedient by which the servants 
may ascertain whether the water-back connections are frozen or not. I 
would suggest the following for your consideration : 

As close to the range as possible put acock, A — Figure 113 — not in 
the line of the connection, but opening from it, so that by no accident can 
it shut off the connection. Let this pipe terminate, say, over a pan, and 
let the servant every morning try the cock before starting the fire. U 
water will not run from this cock it will be clear proof something is wrong, 
and then the process of thawing out the connections, together with a 
very slow fire in the range to gently heat the back, can be proceeded 
with until water runs from the cock A. Would it not be worth while 
for range-makers to provide such a cock in connection with the spuds 
for the water-back connections ? 

A, In the hands of an expert, or with very cautious persons who 
had been specially instructed in its use, the plan suggested might prove 
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of service. It is reasonable to suppose that the water in the pipes lead- 
ing to a water-back will freeze before the water in the back can ; and 
that if the cock mentioned ran water when opened the pipes would be 
clear, and that, consequently, the back would be also unfrozen. But its 
practical value, we think, would be very little, for the simple reason that 
people who blow up water-backs have generally very little knowledge 
about such matters, and would not know what to do if they were in- 
formed a water-back was frozen. In fact, they would 
be apt to reason that the heat of the fire would thaw 
all out. 

What is really wanted is a water-back that will 
not explode, or one that will explode at a compara- 
tively low pressure. When the ordinary box-casting 
explodes the pressure necessary to burst it is seven to 
eight hundred pounds per square inch, or higher, and 
is capable of doing about as much damage as a bomb- 
shell, by the expansive force of the heat contained in 

the water necessary 
to exert such a pres- 
sure, the water fl)ring 
into steam upon be- 
ing liberated. 

To lessen the ex- 
tent and force of 
explosions in water- 
backs, pipe -coils 
might be used in- 
stead of box-cast- 
ings, if it were not for the fact of their filling with lime-deposit, etc. 
With the pipe a bend may split or the pipe burst, but the whole thing 
will not go to pieces, and the discharge will be more gradual, resulting, 
it may be, in blowing the covers off the stove only. 




Figure 113. 



THE BURSTING OF KITCHEN-BOILERS AND CON- 
NECTING-PIPES. 

Q. I HAVE a boiler connected with a stove which causes a terrible 
rumbling whenever they draw water from the cold faucet, and it is 
bound to burst the pipe or boiler somewhere. Connections are all 
heavy lead pipe. I send you sketch of work (Figure 114). Please 
advise me, and oblige. 
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I have marked where it bursts ; it is street-pressure, and. these are 
all the connections in the house which you can see ; ijs^-inch iron pipe 
is used for water-heater. Do you suppose the trap in stove causes it ? 

A. We think there are several good reasons why the pipes or the 
boiler, especially the first, when made of lead, should burst in an appar- 
atus designed as that shown in your sketch. 

The bursts in the pipe are due to the changes the lead pipe is sub- 
jected to, by frequent and extreme changes of temperature under pres- 
sure, due to your boiler being too small for the water-back ; or the state 
of your fire or the efiiciency of your water-back is too great for the 
intermittent use that is made of the warm water. 

When a kettle of water boils on the top of a stove and blows the 
cover off, or ejects steam and water from the spout, the cook removes 

the kettle or adds 
cold water. When 
she removes the 
kettle she places 
the water already 
in the kettle, 
which has re- 
ceived all the heat 
it should, beyond 
the influence of 
the fire. When 
she adds more 
cold water she 
still leaves the 

kettle-bottom in a position to receive more heat, but as she has added 
water that is capable of absorbing considerable heat before the kettle 
again boils, she gains time by the operation, and has a larger supply of 
hot water on hand. Or, in the case of addirig water, she may, when 
she finds the kettle boiling, should it be full, draw half of it off, and fill 
it up with cold water, in either of which cases she gains time and warais 
more water. 

In many respects the range-boiler is similar to the water-kettle, and 
in others it differs from it. One point of similarity is that both are 
re^^ervoirs ; another i^, the kettle receives heat through its bottom by 
the freest of xiiculations, while the boiler receives its heat thmugh the 
"water^back" by a circulation which is more or less good, according 
to the skill and knowledge with which the connections are made. 




FfCURB ZI4. 



Digitized by 



Google 



HOT WATER CIRCULATION IN BUILDINGS. 169 

The .most striking point of diflference is that when the kettle boils 
the cook can take it off the fire, but with the range-boiler it is beyond 
her power to prevent its receiving more heat short of putting out the 
fire, and there is nothing left for her to do but to run hot water in the 
sink until enough cold water passes into the boiler to reduce the tem- 
peratures all around, and which may perhaps carry her to a time — after 
dinner, for instance — ^when the fire will be poor, and she will not have 
to attend to it But it will be said that such a state of affairs is not the 
rule with kitchen-boilers, which is very true ; but the reason it is not the 
rule is, that most kitchen or range boilers have surface enough on their 
outside to counteract the warming and heating effect of the water-back 
long before the water reaches a point to make steam. Or if they have 
not cooling surface enough on the outside of the boiler, they have long 
circulating-pipes which carry warm water to distant parts of the house 
and return it again, every square inch of which is efficient heat-dissi- 
pating or giving-off surface, which is continually counteracting the 
efforts of a smaller but more intense heat-absorbing surface in the 
water-back. Rarely do we hear of overheating and rumbling except 
where there is a defective cooling circulation, or no circulation at all. 
The Sanitary Engineer pointed out some years ago that properly there 
were three circulations in connection with a domestic boiler. The first 
and principal one, which must always exist, is the circulation through the 
water-back ; the second, a local circulation in the boiler itself, due to re- 
ceiving the primary circulation from the back into the boiler well down, 
instead of at the top ; and a third circulation, which takes place in the 
distributing-pipes. The first circulation is a heating one only ; the 
second is a mixing and cooling circulation, because as the water moves 
around within the boiler, fresh particles of it are brought against the out- 
side, where it loses its heat ; and the third one, when it exists, is always 
a cooling circulation. 

The influence of the second circulation in a cool kitchen with an 
ordinary-sized back is generally sufficient to keep the temperatures 
under control, but in restaurants and other warm places, with strong 
fires and no third circulation, nothing but a very large reservoir (boiler) 
will do, as by that means a greater quantity of water has to be warmed 
in the first place, and larger cooling surface is maintained for the sec- 
ondary circulation to act on. 

In your case, in addition to having too much back for the boiler, 
or too little boiler for the back, whereby you get the water up to the 
point of making steam, you have nothing like an air-chamber to receive 
the force of the shocks caused by the concussions which follow drawing 
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water when steam is evolved. When you draw hot water, cold water 
passes into the boiler, and a succession of short quick blows evidently 
follows. The act of drawing water lessens the pressure, and the water 
in the boiler, which is already at the boiling point, gives off steam sud- 
denly. It is this steam which makes the water-hammering when being 
condensed as it meets the colder water. 

The violent and sudden changes of temperature also assist in the 
disintegration and stretching of the lead pipes. The trap in the water- 
back is something we do not like, as its tendency is to retard this circu- 
lation, but in your case you evidently do not want to increase the primary 
circulation, and unless it is necessary to alter the coil for some other 
purposes it will do. 

Hard-metal pipes (brass or iron) will resist the stretching from 
difference of temperature and pressure better than the lead, and a larger 
boiler may overcome the other troubles, such as noise, etc. 

The rumbling caused when cold water is drawn is also due to the 
lessening of pressure whereby the steam passes into the cold-water pipe 
at the head of the boiler through the small hole in the inner pipe. 
Condensation follows, and a succession of small shocks are felt. 



GIVING-OUT OF LEAD VENT-PIPES FROM BOILERS IN 
AN APARTMENT-HOUSE. 

Q, The accompanying sketch. Figure 115, shows the arrangement 
of six bath-boiler systems in a building in New York, constructed to rent 
in separate stories or flats. We would like the views of other plumbers 
as to the cause of bursting of the lead vent-pipes B, B, B, B, B, B, and 
suggestions as to methods of remedying the difl&culty. The fractures 
do not present the appearance of frost burst, but where the break 
occurs the lead looks like burned or dried sole-leather. The lead looks 
puckered or crumpled near the break. We know it is caused by 
the action of steam. The ranges are Mott's "G" ranges, of small size, 
and the boilers thirty-five gallons. We suggested to put a fire-brick or 
soapstone in front of the water-back, but the boiler being so small there 
is already complaint of a deficient supply of hot water, and this method 
of limiting the heat in the pipes is not approved, although when all the 
hot water is not used the boilers get very hot. The pipes do not burst 
in any particular place or at any given distance from the boiler, nor 
does the season of the year seem to have anything to do with the burst- 
ing, as might have been supposed, for at times the vapor freezes on the 
roof. Might not a circulating-pipe at about the level of the tank (so 
that the S)rstem of pipe would alwa3rs be full of water) down to the bot- 
tom of the water-back remedy the trouble ? We would be pleased to 
have this question discussed by experts in the plumbing business. 
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A. An experienced plumber of New York City, to whom this was 
Teferred, says that, judging from the samples of pipe shown him, it 
probably came from a bend where the weight of lead above had caused 
it to bend out of the vertical at a place where it was not securely fast- 
ened to the wall or other support. The particles on the inner side of the 
bend tend to crowd each other out, and the tendency was yielded to 
at the ruptured place on account of imperfect lead. The strain on 
these pipes from contraction and expansion, and also from the shock 
given by the closing of supply-cocks, is very great, from their great 
length and heavy weight, and they break at the weakest points, where 
the metal is poor. 

Another experienced plumber says : " From the description given 
with the cut, and inferring from the additional notes, we suppose the 
pipes to be of lead, in which case it is not always necessary to generate 
steam to cause them to burst, though from your description of looks of 
the material where burst, it is very likely that steam has been at times 
generated. We have on several occasions heretofore advised against 
the use of lead pipe for water-back connections, and the same is true in 
regard to hot-water pipes, especially so in small boilers, where the hot 
water is entirely drawn off and is replaced by cold water." 

The inferences which we draw from the sketch and description are : 
(i) That the bath-boilers are too small for the service of hot water, as 
well as too small for the water-backs, so that in the common usage of 
the ranges the water in the boiler becomes overheated to the point 
where steam is generated under the small pressure which these low 
vent-pipes will produce. It would seem that the water and steam com- 
mingled in all of the vent-pipes ought to be lifting frequently, and espe- 
cially in the vent-pipes in the uppermost stories. (2) It is inferred that 
the lead vent-pipes are confined or held without adequate freedom to 
expand and contract, or to craw/. As is suggested, lead is a poor mate- 
rial for pipes likely to be hot and cold ; it is nearly worthless for a steam- 
pipe at any pressure, failing sooner or later, much as is described. Gal- 
vanized-iron pipes suspended from the top, or securely held at the 
bottom and free to rise at the top, are certainly preferable to lead pipes 
in this place. 

The proposition for a circulating-pipe will not meet approval 
unless the upper bend be made in a small tank or vessel, where the 
steam can separate^ which tank should be a closed one, with a safety- 
valve headed to a little less than the supply-tank head. Thus 
arranged the circulation would become solid, and not a *'geyser-fike" 
ebullition 
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CONNECTING A KITCHEN-BOILER WITH ONE OR MORE 

WATER-BACKS. 

It frequently happens that the kitchen-boiler must be connected 
with two or more ranges. Sometimes the reason is that the water-back 
in a laundry-range must be connected with it for the purpose of getting 
more hot water on washing days, and again it frequently happens that a 
winter kitchen is on the iirst floor of a house, and that the summer 
kitchen is in an extension or in a basement. This sometimes happens 
and admits of several combinations. Sometimes they are a matter of 
choice, but more often of necessity. 

When one range is in an upper room above another range in a 
room below, the diagrams a, d, r, and dT illustrate the principles involved 
in the forms usually met with. 

Diagram a is used when a boiler is 
provided with two side couplings and ^wo 
bottom couplings, one set for each range. 
This requires just a little forethought and 
the knowledge that two water-backs are to 
be used. The increase in cost is inconsid- 
erable, and it permits of entirely separate 
connections, which can in no way interfere 
with each other by influencing the flow of 
the water in either. From the lower water- 
back the flow of water will be more rapid 
than from the upper one, assuming they are 
alike in size and construction. The reason 
for this is that the up-take or flow-pipe and - 
its return-pipe is so much longer, perpendic- Figurb 116. 

ularly, than the same pipes from the upper water-back, that there is a 
greater relative difference of weight between the up-take and its corre- 
sponding return, that this difference increases with the increased lengths 
of the pipes, but in a very much inversed ratio, but still considerable 
and very marked to an observing plumber. 

This {a) presumably is the most suitable connection for double 
ranges, but under one condition, at least, an objection has been made to 
it. It is claimed that should the lower range be in a cold or 
exposed place, and no fire in it, the water in the water-back and in the 
pipes leading to and from it will be inert — that is, have no circulation — 
and that they may freeze. This presumption is reasonable, and a 
method of securing a circulation from the boiler through them sufficient 
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to prevent freezing is something for thoughtful plumbers to take into 
consideration. 

In the case of the upper water-back and pipes freezing when the 
lower one is in use, the danger is not so great. The heat of the boiler 
is generally sufficient to warm the room beyond the danger of frost, and 
should the dampers of the stove be closed, so as to prevent a strong 
draught over the water-back, the danger is reduced to a minimum. 

Diagram b shows the method generally followed when there is but 
one set of couplings on the lower part of the boiler. It is claimed by 
some that with this arrangement of pipes the water in neither back can 
freeze so long as one of the ranges is in use. It is claimed, for instance, 
that should the upper range be in use, the hot water flowing from the back 
into the boiler will draw the water from the lower back by induction, as 

it passes over it, thus keeping up a cir- 
culation through it from the return-pipe. 
However, this may be questioned. Of 
course, one can imagine how the stream of 
warm water from the upper range flowing 
over the end of the up-take pipe from the 
lower one may draw water out of it ; but if 
we look a little further we will also see 
how the return-current to the water-back 
in the upper range will also be trying to 
draw water from the return - pipe to the 
lower water-back by the very same induc- 
tive principle which is applied to the other 
pipe, and that they may be assumed to bal- 
ance each other and make abortive any claim 
that can be put forth for the principle. However, it may be that some acci- 
dent of construction — some peculiarity of the making of a joint in lead 
pipe, for instance — may make one of the joints at their junctions a more 
favorable injector^ if we may use the word, than the other, and that by this 
means the water will move in some one direction, which is just as likely to 
be drawn up through the return-pipe and into the water-back as passing 
up through the flow-pipe and into the boiler. As said, in lead pipe this 
can be assumed as likely to happen, but with brass or iron pipe the con- 
ditions of the junctions will be always the same, and positive circulation 
in the lower water-back without fire cannot be assured. 

Diagram ^ shows a method with which there is some hope of getting 
a positive circulation of the water through the lower back when the fire 
is out. It will be noticed that the flow-pipe from the upper back enters 
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Figure xz8. 



the flow-pipe from the lower one some distance below the side coupling 

of the boiler, and that there are two bottom couplings. The fact of 

there being two separate return-connections produces the result that 

there can be no inductive influence from one 

to the other on the return-flow in either. But, 

again, the fact of the upper flow-pipe joining 

the lower one at the level of the upper back 

makes it reasonable to assume that here an 

inductive influence may be at work. If in- 
stead, as in the diagram {d\ the flow-pipe 

from the lower back entered the flow-pipe 

from the upper one, as in diagram by there 

would appear to be no doubt of an induced 

circulation through the lower back. As d is 

now drawn, it is the most favorable for the 

inducing of a current through the upper 

back, if the lower range be in operation and 

the upper one cold. 

Diagram r is a method which is claimed to be positive. The water 

is passed through the lower back first, then through the upper one, and 
into the boiler. When the lower range is in use this cannot be other 

than a positive method. On the other hand, 
when the upper range only is in use, there is 
reason to believe this method will not circu- 
late freely under all conditions, and that at its 
best it will not do as well as separate or 
branched connections. 

The effect of this is to make a great dip 
or trap in the return-pipe. To have it circu- 
late at all, the sum of the weight of water for 
a given height in the two flow-pipes — that is, 
the pipe from the lower back to the upper 
one and thence to the boiler — must be less 
than in the return-pipe, the perpendicular 
length of the return-pipe to be considered as 
just equal to the length of the combined 
flow-pipes ; that part of the boiler below 
the side coupling being considered as part thereof. In this dia- 
gram (c\ therefore, we have the water in the return-pipe of un- 
known density, but which we know to be less than in the flow-pipe 
between the water-backs, and greater than in the flow-pipe from the 
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upper back to the boiler, having a power to produce the circulation^ 
which we may illustrate this way : Assume the value or density of the 
water in the pipe between the two water-backs to be 100, as it is the 
coldest ; assume the value of the down pipe to be 90, as it has not trav- 
eled so far nor through the water-back, and then assume the value of 
the water in the pipe from the warm back to the boiler to be 80. If 
we do so it will have 100—90=10+80=90, or just a balance, and no cir- 
culation. If, on the other hand, we can give the pipe from the hot back 
to the boiler a value of 70 only, it will give a combined weight to this 
column only of 80, and as the corresponding cold column has a value 
of 90, the circulation will go on. But again, if we give it a value of 85 
we will have a heavier column in the up-take side than on the return 
side, and an irregular, spasmodic effort of the water and steam to pass 
into the boiler will be the result every time the water in the back gets 
hot enough to make steam and force itself into the boiler during the 
momentary change of value in the weights of the columns due to the 
steam. An objection to this method, should it be used for the purpose 
of an increased quantity of hot water, and if both the water-backs would 
be constantly in use, is that the water, after passing through the first 
back, has been warmed so much that it cannot extract an equal quan- 
tity of heat in passing through the second back, and that, consequently, 
two backs separately connected to a boiler will warm more water in a 
given time than two backs con- 
nected in continuous order, as 
shown in diagram c. 

Diagram / shows two ranges 
on the same floor connected 
with a single boiler. It is the 
usual method when there is 
only one side and one bottom 
coupling to the boiler, and when 
there are no doorways to pass. If the outer water-back is in a cold 
place there is almost always the chance of it freezing, as with ^, because 
the inductive influence of the flow through the hot pipe from the near 
water-back is neutralized by the influence of the return flow in the 
return-pipe. A double coupling in the bottom, as shown in d^ will 
prevent this. 

Diagram e shows a method of connecting two ranges with the same 
boiler when a doorway has to be passed. It is not absolutely necessary 
that the flow-pipe from the first water-back should be connected as 
shown, as it may enter the usual side-coupling which is on all boilers. 
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but it IS necessary that the flow-pipe from the range beyond the doorway 
should enter the boiler as high as where it passes the doorway. Should 
this pipe be carried down to the side coupling, the chances are the 
circulation will be spoiled by an accumulation of air in the top of the 
syphon, or very much checked in its speed by the too nearly equal 
weights of the rising and falling columns. 

The higher the flow-pipe from a water-back can rise before it enters 
the boiler — ^provided it is not exposed to the influence of cold air — ^the 
more rapid the cir- 
culation will be and ' ^ 
the more water that 
can be wanned in a 
given time, the 
water - backsi being 
equal in every other 
respect. 

The same laws 
that are true of 

circulation in a hot- water house-heating apparatus are also true 
boiler circulations. 

With diagram e it would be better to have one side-coupling at the 
top of the boiler, and two bottom-couplings, with a separate return. 
This would insure an inductive movement of the water in the range not 
in use and give the maximum effect in warming water. But this not 
only applies here, but to all boilers. The side-coupling of the ordinary 
boiler is too low down, if one desires to secure the best results with a 
given size of water-back. The rapidity of circulation depends on the 
difference in weight in the two columns. The longer these columns are 

the greater the dif- 
ference will be; 
Again, the power of 
a water-back to ab- 
sorb heat increases 
in a proportion 
nearly equal to the 
increase of velocity 
of the water up to 
any but mechanical or 




Figure 122. 



a point which can never be obtainable with 
forced circulations. 

Diagram g shows a method used to connect a large kitchen-boiler 
with more than one water-back in a long range, such as is sometimes 
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used in a large institution or hotel kitchen, where much hot water is 
required, but there is no means of making it with steam. This shows 
the ordinary coupling arrangement, and it is probably the best connec- 
tion that can be made with two couplings with the minimum of pipes. 
But the dotted lines show a method which will warm water much more 
rapidly. 

It now and then happens that a plumber has to connect two boilers 
with one water-back. This, on general principles, he is opposed to 
doing, but it frequently happens that the maker of a range objects to 
putting an extra back into it, especially if he has to remove any of the 
fire-brick lining to do so, usually claiming that it will spoil the baking 
properties of his ovens, and he will allow the use of a coil or extra back 
only under protest. 

To take out the single back and replace it with two small ones is 
no better than to connect the two boilers to the single back, because, as 
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a general thing, the surface of the backs cannot be increased. There- 
fore the plumber is compelled by circumstances to do the best he can 
with the range and back as he finds them. He might, of course, tap 
«xtra holes in the back — tivo flow-holes at the top and two return-holes 
at the bottom — but then it entails extra expense and trouble and altera- 
tions in the stove to get both sets of pipes through to the boilers, and 
thus he is forced to connect two boilers to a single water-back. 

Diagram h is the way it usually suggests itself for the first time. 
It is the simplest, and all the flow-pipes have an upward tendency 
toward the boiler, with a level return-pipe, or it may be that the 
plumber can secure a little pitch toward the water-back. 

This will work tolerably well if the two boilers are very near 
together — that is, the first boiler will heat fairly well, and the second 
one not so well, but as it is furthest from the range it is hardly to be 
expected of it, either in the opinion of the man who puts it up or the 
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user ; and hence the differences of temperature and the time of 
" warming up " are looked on as a natural result, and past correct- 
ing, at least with the majority of people. But the limit of improvement 
in this direction has not been reached, and it has been found that a 
simple change, such as that shown by diagram 1, insures equal tempera- 
tures to both boilers. The flow-pipe must be carried across some short 
distance above the "side couplings" on the boilers, and the side 
couplings should be set so as to be on the same level. The flow-pipe 
should be made large after it leaves the range — say twice the diameter 
of the side-coupling connection. It should also be perfectly level be- 
yond the point where it reaches its greatest height, just close to the 
range, and the branches which connect with the side couplings should 
be taken out in the same manner from the flow-pipe, and dropped a 
few inches before entering the boiler. By this method the flow-pipe 
has considerable capacity, and becomes a reservoir of hot water of 
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practically the same temperature throughout. From this pipe the 
water to the side connections will descend by gravity, due to cooling, 
and the whole distance between the level of the flow and return-pipe, in 
a line through the boilers, forms the " down ** legs of the circulation, 
while the "up " leg is the rising pipe from the water-back and the back 
itself. This method balances the conditions for both boilers, and each 
receives the same amount of the flow. 

By using a large flow-pipe, a very considerable distance may be 
maintained between the boilers, giving results so nearly equal that the 
difference cannot be detected by the hand. This method forms a 
syphon, in the head of which air or steam might lodge when they are 
present, and for this reason an air-cock or branch to a sink should be 
run from the end of the flow-pipe. Generally this will not give trouble 
when the air is once drawn out, and with two boilers steam can scarcely 
be formed with an ordinary-sized back. 
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Should one of these boilers be beyond a doorway, as it is very 
likely to be should it be in a laundry or other room, the fitter will find 
it necessary to run the flow-pipe above the doorway to reach the further 
boiler, returning under the floor. If he attempts this at all, he is very 
likely to run his pipes as shown in diagram / He is likely, as he 
brings his pipe from the water-back, to run upward about as shown^ 
taking a branch to the side coupling of the nearest boiler as he passes 
it, then run up and along the wall over the doorway, dropping as soon 
as possible to the side coupling of the further boiler. The return of 
the nearer boiler he is apt to run in the usual manner — ^taking it back 
above the floor. The return of the other boiler he is forced to carry 
below the floor, to prevent a stumbling-block at the doorway, and to 
enter the water-back with it he is most likely to connect it about as 
shown into the return from the near boiler. 
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The result of this is to produce a fairly rapid circulation through 
the first boiler, with a poor circulation in the boiler beyond the door- 
way. As in the first case, it is likely to be looked on as something that 
cannot be avoided — in fact, a natural consequence. Let us consider 
why it is. The distance between the boilers is a factor against the 
further one, but, after all, not a factor of as great consequence as is 
generally considered. . What are the other factors for or against the 
circulation ? Let us dismiss the idea of a " push " from the water-back, 
and consider only the difference of weights of the descending and 
ascending columns of water. The circulation to the first boiler 
(diagram/) is up^hrough the flow-pipe and down to the level of the 
back again through the return-pipe. This makes a Aof " up-leg " and a 
coo/er "down-leg," insuring a circulation of unknown velocity, but, 
nevertheless, a positive circulation in the right direction, and about 
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equal to that in an ordinarily set single boiler. The circulation to the 
second boiler (same diagram) is also up, making a long hot " up-leg," 
thence across the doorway to a "down-leg," which can be very 
little cooler than the " up-leg," // the circulation is to be rapid enough to 
maintain warm water in the boiler. If the latter is the fact, then the up 
and down legs of the flow-pipe to this boiler nearly balance themselves, 
the preponderance being slightly in favor of the down-leg. But the 
return-pipe of this boiler has not yet been considered. Taking it from 
the bottom of the boiler, it again forms a down-leg (which, in its fullest 
sense, is a part of the down-leg of the circulation), and has a tempera- 
ture somewhat less than the boiler. Then it flows across underneath 
the floor, and loses more heat, until it comes to rise again near the 
stove, where it forms an up-leg again, which leg is cooler than an equal 
perpendicular height in its corresponding down-leg just mentioned, 
because it has traveled further. This, then, gives a greater weight in the 
up-leg than in the down one, and a preponderance against the circula- 
tion. If, now, the factor in favor of the circula: ion in the down-leg of 
the flow-pipe outweighs the factor against the circulation in the up-leg 
of the return-pipe, there will be a circulation going on in the right direc- 
tion. If, on the other hand, the factor against the circulation in the 
up-leg of the return circulation is the greater, the circulation will stop, 
or be extremely slow, until such time as the water in the down-legs of 
the flow and return can cool sufficient to overcome the resistance of the 
up-leg of the return, when there will be an intermittent circulation, or a 
mean (average) slow circulation established, which will be of no prac- 
tical use as a means of warming water. 

Diagram k shows a method for getting equal circulations of prac- 
tical value in both boilers when one is beyond a doorway. The flow- 
pipe is carried from the back, of ample size, direct to the height of the 
doorway, and run to both boilers. The side-coupling connections are 
then dropped of equal size and distance. The returns from both boilers 
are dropped to an equal distance below the floor and carried back in a 
return-pipe to the water-back, as shown, rising underneath the flow-pipe 
to enter the range. This gives precisely the same piping and circula- 
tion to each boiler, and prevents a "short circuit" by way of the first 
boiler. 

To a critical examiner it may now appear that a method is put for- 
ward in diagram k for the two boilers that is very much the same as 
for the further boiler in diagram j\ and the question is very likely to be 
asked, How is it that it will work on two or more boilers and not in the 
case of the single one ? It does work in the case of the single one, but 



Digitized by 



Google 



l83 



HOT WATER CIRCULATION IN BUILDINGS. 



poorly : first, because the hot water makes a short circuit through the 
nearer boiler ; and, secondly, because of the slow circulation to the fur- 
ther boiler, the rising legs cool more and lessen their power to ascend, 
and though the down-legs also cool, they do not cool in the same pro- 
portion, so as to equally increase the power to descend, for the reason 
that the hot pipe loses more heat per unit of surface than the cooler 
One, the loss being about directly as the difference of temperatures 
between the pipes and the air of the rooms they are in. For this reason 
the return-pipe beneath the floor should be covered to prevent loss of 
heat 

With diagram k the very hot water from the water-back goes 
directly to the upper horizontal flow-pipe, which should be of large 
diameter. In the rarity and lightness of this vertical column, nearly all 
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of the power to circulate exists. The quick passage of the water to 
supply two boilers through this pipe lessens the loss of heat to the water 
of a single boiler — not meaning that less heat is lost per unit of pipe- 
surface, as that is a constant, and therefore more nearly maintaining 
an equal density throughout its length. On the other hand, in the 
down-legs of the flow-pipes and " return "-pipes, the same quantity of 
water is divided between two pipes, and consequently it has a slower 
velocity and more surface and loses more heat ; therefore becoming 
more dense, and adding to the power to move the up-column, or whole 
circulation. Then, where they merge into a single pipe again, the 
velocity doubles, and though the loss per unit of surface is the same, 
the loss from the water is only half what it would be in two upward pipes. 
The distance dropped below the floor should be as short as possible 
and running in a box cut into the floor-joists, or running between them, 
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and nicely packing with a non-conductor of heat, is more likely to insure 
a good circulation than using exposed pipes in a cellar, as all possible 
should be done to lighten the upward column in the return-pipe. It is 
an improvement, also, to cover the flow-pipe up to the point where it 
turns horizontally. 



NEW METHOD OF HEATING TWO BOILERS BY ONE 
WATER-BACK. 

Q, Is THERE not some arrangement by which two boilers can be 
heated from one water-back ? 

A, Figure 127 (page 184) illustrates a new method of warming two 
boilers from a single water-back, each boiler being under a different 
pressure. 

The arrangement has been devised to overcome the objection to 
and necessity for two water-backs in the same range, where water from 
a tank or cistern at the top of a house must be warmed to supply the 
upper stories, while water for kitchen and laundry purposes and the 
lower stories is obtained directly from the street supply in the usual 
manner. 

The contrivance consists essentially of the high-pressure or " tank " 
boiler A, the low-pressure or " Croton *' boiler B, and, in the absence of 
any other name, what may be called the ^^ heater** C ; with, of course, a 
water-back of ample dimensions in the range. 

There are three distinct circulations : (i) The warm water flowing 
from the back (which in this case is the low-pressure) passes through 
the pipe c to the heater C, returning through the pipe c'\ (2) The warm 
water in the outside chamber (^) of the heater C, passing through the 
pipe d into the boiler B, and returning to the heater through the 
pipe d' ; (3) The water from the inner chamber or tubes (/) of the 
heater C passing through the pipe e into the boiler A, and returning to 
the inner chamber again through the pipe ^'. 

It will be seen by this that the first and second circulations are low- 
pressure, and that the third is high or tank-pressure ; but not so of 
necessity, as the tank-pressure may be used in the water-back, heater, 
and boiler B, transposing the order of the boilers ; but the arrangement 
shown is, in the opinion of the inventor, the best, as by this order the 
tank may become empty, by neglect or otherwise, without danger to 
either boilers, or the tank-water may be shut off without drawing the 
fire. 
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The heater is seven inches in diameter by fourteen inches long, 
outside measurement, and is made of copper. The inner part (/) is a 
tubular heater, with connecting chambers at the ends. The water of 
the outer chamber is around and between the tubes, and imparts its 



Figure 137. 



heat to the water within the tubes. The tubes are three.-quarters of an 
inch in diameter by ten inches long, and thirteen in number, and have 
been found by experiment to give equal temperatures to both boilers. 
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How much less surface in the inner part of the heater would give 
good results, the inventor does not know, but he points out the fact 
that an excess of . surface can have no other effect than to maintain an 
equable temperature between the boilers. He also points out that should 
the fire go down, leaving both boilers full of pretty hot water, and 
should the warm water in any one boiler be drawn away, exchanges of 
heat by circulation still go on between the boilers and the heater, warm- 
ing the cold boiler, and, of course, cooling the warm one, but, neverthe- 
less, giving a greater quantity of warm water from the boiler drawn on 
than could be gotten if it connected directly with its own water-back. 

This was devised by Mr. John Tucker, of New York. 



PLAN OF HORIZONTAL HOT- WATER BOILER. 

Colonel James Tucker, of Boston, furnished us with the plan, 
Figure 128 (see page 186), and description of the method he adopted 
in fitting up a horizontal boiler in a house near Boston, which we take 
from the Sanitary Engineer of December i, 1880. 

The construction of the kitchen would not admit of the boiler being 
placed in the usual upright position ; the sink and range occupied all 
the space between the two doors, there being no other available place to 
locate the sink, consequently the boiler was made to order and slung 
horizontally over the range, on two iron bands three inches by one- 
quarter of an inch, connected on top of boiler by bolts and |^-inch rods 
run up through the floor ti;nbers with nuts on top. The water can be 
drawn off in the usual way and the boiler removed if necessary, the 
iron rods remaining in place. The cost of the iron rods and bands did 
not exceed two dollars more than the usual iron stand. 
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PLAN OF HORIZONTAL HOT- 
WATER BOILER. 

y^.— Main Supply to the Tank. 

A— Cold Supply to the Boiler. 

C—HouWnter Cixcalntion Pipe. 

Z>.— Hot-Wnter Pipe with Open End over 
the Tank. 

i?.— HouWater Pipe to the Pantry-Sink. 

-F.— Cold-Water Pipe to the Pantry-Sink. 

C— Waah-Trays. 

-^.— Stop and Waste Cock. 

/.—Branches to Fixtures on the Different 
(loon. 

/.— Kitchen-Sink. 

^.—Attachment to Hold Tank-Valve 
Open. 




FicuRB zaS, (See preceding page.) 
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KITCHEN AND HOT WATER SUPPLY IN THE RESI- 
DENCE OF MR. W. K. VANDERBILT, NEW YORK. 

The following extract is taken from the articles on the plumbing 
in this house that appeared in the sixth volume of the Sanitary 
Engineer : 

Figure 129 represents a portion of the kitchen, showing the range 
and boilers, most of the water-pipes, and the sink. The sketch was 
made before the hood over the range was in place, as it would have 
hidden the greater part of the boilers. The inside is plastered on a 
perforated lining of galvanized-iron separated from the outer shell of 
copper to prevent radiation of heat from the range and boilers into the 
room. The hood is very heavy and is supported from the floor-beams 
above by galvanized-iron hangers of an ornamental pattern. Hot air 
and odors from the range are removed into a chimney-flue through an 
opening partly seen behind the left-hand boiler. 

The range has two fire-boxes, square in horizontal section, and 
each fire-box has two water-backs, so arranged that either fire-box will 
heat water for either boiler alone or both together. Each water-back is 
shaped like a short piece of angle-iron, lining two adjacent sides of the 
fire-box, while the two opposite sides are lined with the correspoilding 
water-back, so that each fire-box is surrounded on all sides by water- 
backs. 

There are two boilers, as will be seen, hung in a horizontal position 
over the range. That on the left, marked a^ is designed to be supplied 
from the street-pressure, and the other, a^^ from the tanks in the top of 
the house. These boilers are made of very heavy copper, weighing 
about 360 pounds each, and are supported on brass "cradles" attached to 
the brass rods b b. It will be noticed that each boiler has four pipes, 
Cy c, Cy Cy to the range. This is to provide for the heating of water for 
either boiler by one fire-box ; one pair of each set of pipes crosses to 
the fire-box below the other boiler, or, in other words, each fire-box 
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has a pair of pipes from each boiler. These pipes are of heavy brass, 
like all the water-pipes shown, and are one and a half inches in inside 
diameter. Each has a stop-cock just below the boiler, as shown at d^ 
operated by wrench-handles, put on only when occasion requires their 
use. The i-inch pipe e^ entering the extreme left-hand r-pipe (being 
the supply from the street-pressure boiler to one of the water-backs in 
the fire-box below it), is the return or circulation pipe from the plate- 
warmer in the butler's pantry, directly over the kitchen. The main circu- 
lation-pipe/ (also I -inch), for the street-pressure boiler, enters the third 
r-pipe from the left, which is the supply from the street-pressure boiler (on 
the left) to the right-hand fire-box. The i-inch pipe^ (the lowest of those 
on the right) is a continuation of the lower horizontal part of /, and is 
for empt)^ngthe street -pressure boiler. The i^-inch pipe h^ coming 
to the extreme right-hand r-pipe, is the circulation for the tank-boiler, 
a^. The i-inch branch / (not shown as large as it is proportionally) is 
for emptying the tank-boiler. The i^-inch pipe /, entering the right- 
hand boiler, is from the tanks, while k is from the street. It is two 
inches in diameter at its entrance, diminished to one and a half inches 
after the two i-inch branches k^ k^ have been taken from it to other 
fixtures. It continues this size, in k^^ to the boiler a. The i^-inch 
pipe k^ goes to fixtures in other rooms. The main hot-water supply /, 
from the street-pressure boiler, is ij^-inch, diminishing as it sends off 
branches, /j being i^-inch, /^ i -inch, and /g (to the butler's pantry- 
sink) ^-inch. In like manner the several pipes marked niy m^^ and m^ 
are the hot-water supplies from the tank-boiler, being of the following 
sizes, respectively : i^-inch, i^-inch, and i-inch. These supply-pipes 
from the tank-boiler go to all fixtures needing hot water above the first 
floor, which, with the basement, is supplied from the street-pressure 
system. This arrangement was necessary from the fact that the public 
supply is uncertain above the first floor in this house. Though it may 
never be necessary, an interchange of this system (so far as is possible) 
is provided through the i^-inch and ij^-inch pipes n and ^, connect- 
ing the street supply-pipe k with the tank supply-pipe / By opening 
the cock on n water is admitted from the street supply-pipe to the tank- 
boiler, and by opening that on o water from the tank supplies all street- 
pressure fixtures, check-valves// on both n and o preventing the water 
from flowing the wrong way. 

All the stop-cocks have removable handles. They are not kept on 
as shown in the illustration, but were put on, with the handles at right 
angles with the pipes, to show them more clearly. From each is a 
l^-inch waste-pipe to empty the part of the pipe beyond the cock when 
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it is closed. These connect with the ^-inch pipes ^ g (finally increased 
to ^-inch) which discharge the waste from all the cocks into the under- 
drainage. 

In the extreme left of the view, the pipe r (of brass, i-inch) is a 
safe-waste from a sink, and the large pipe s a steam-heating pipe, canvas- 
covered. 

The range, as is evident from the illustration, is remarkably exten- 
sive. It was, of course, made specially for this ptkce, and with great 
pains. A plate-warmer, /, of iron, stands on the back part. There are 
two fire-boxes, u Uy as already intimated ; three baking-ovens, v v; a 
roasting-oven, w ; a broiler, x ; and beneath it an ash-bin, j^. 

The room is very large, and finished in a very substantial and dur- 
able, but simple style. The floor is of small, irregular broken chips of 
white marble rolled in a dark brown cement and afterward rubbed 
smooth. Around this, next the walls, is a black border five inches wide^ 
made of small (f^-inch) squares of marble ; inside of this is a narrower 
band (3-inch) of similar white marble blocks, and inside of this a single 
row of black squares. The walls, to the height of nearly four feet 
above the base-boards, which are of black marble, are finished in dove- 
colored marble capped by a border of black marble, and above that in 
white tiles having a simple blue pattern. All the projecting edges of 
the wall (as those of the piers at each end of the range) are covered by 
rounded strips of brass, fitted over the edges of both the intersecting 
faces of tile, and fastened with brass screws driven into wooden plugs 
inserted in holes drilled in the brick. All projecting face angles of tiled 
wall throughout the house are finished in the same way. There are 
several sets of white marble shelves in the angles of the wall, with backs 
of the same material, and under the windows, opposite the range, is a 
single shelf of marble, very large, with marble back and ends. It 
measures about two feet wide by twenty feet long and is two and a half 
inches thick. The sink shown on the right is cut from a single block of 
dove-colored marble. 

In the butler's pantry, directly over a part of the kitchen, are two 
sinks of heavy white porcelain, each measuring about 18 x 30 inches, set 
in Italian marble slabs, with casings of cherry-wood. They have standing 
overflows, nickel-plated, with flaring tops to secure a more rapid escape 
of water. The supplies are ^-inch, and the waste 3-inch with 3-inch 
trap, from which is 2-inch vent. One sink has counter-cocks and the 
other " bibs " with long shanks — ^in both cases heavily nickel-plated and 
made specially for this place. Within a casing adjoining one of the 
sinks is a plate- warmer, consisting of a coil of i -inch brass pipe, through 
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which circulates hot water from the street-pressure kitchen-boiler, 
having a direct return to the water-back, as already described in 
explanation of the illustration. 

The architect under whose direction the work was done is Mr. 
Richard M. Hunt ; the plumber is Mr. John Touftiey. 



KITCHEN AND HOT WATER SUPPLY IN THE RESIDENCE 
OF MR. CORNELIUS VANDERBILT, NEW YORK. 

The following extract is from the description of the sanitary 
arrangements in the residence of Mr. Cornelius Vanderbilt, New York, 
in the seventh volume of the Sanitary Engineer : 

The kitchen in this house contains a large amount of plumbing- 
work. In it, or connected with it, are some features peculiar to this 
place, or at least such as we have not before described. 

The sketch, Figure 130, shows the arrangement of the greater part 
of the work. One of the most striking peculiarities seen in it is 
the location of the range. Instead of being placed against the wall 
between brick piers, under the chimney or very near it, it stands out in 
the room two feet or more from the wall behind, and at a considerable 
further distance from the chimney, which is on the right hand beyond 
the end of the range. 

Another novel feature is the method of supporting the horizontal 
boilers. They are usually suspended from the ceiling, but here they 
are supported from the floor, resting in nickel-plated iron frames of an 
ornamental pattern. The boilers — one for street and one for tank 
pressure service — are of heavy copper, with riveted heads. Each is 
connected with two water-backs, so arranged that both boilers may be 
heated from either of two fire-boxes, or either boiler alone heated from 
either fire-box. The upper boiler is supplied from the street-pressure, 
and furnishes hot water for all the baths, basins, and sinks below the 
third floor. The lower boiler is supplied from the tank, and furnishes 
hot water for fixtures above the third floor. Those on that floor may 
be supplied from either. The supply-pipe to the street-pressure boiler is 
connected with that to the tank-boiler by a pipe having in it a valve 
opening toward the latter, so that if the tank-supply should fail the tank- 
boiler will fill from the street-pressure ; or, by a stop-cock on this 
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connecting pipe, the tank-boiler may be shut off entirely and the street- 
supply only used. Vacuum-pipes are connected with the hot supplies 
from each boiler to prevent any danger of collapse in case the supply 
fails. These join and enter the sediment-pipe below the stop-cock on 
it, thus furnishing an air-inlet if there should ever be need of one. 
A valve on each pipe above their junction, opening inward, prevents 
loss of water from either under normal conditions. 

The following is an explanation of the lettering on the sketch : 
a, the street-pressure boiler ; by the tank-pressure boiler, each about 150 
gallons capacity ; r, the supply to the street-pressure boiler, i^-inch, 
passing around through the outer divisions of three sink grease-traps 
before entering the boiler ; d (i-inch), from the boiler aj to a water-back 
in the right-hand fire-box ; e (i^-inch), return from the range to the 
boiler ; / (i^-inch), hot supply from the street-pressure boiler, passing 
both to the upper floors and to the cellar ; g (5^ -inch), return circulation 
to this boiler ; h (i-inch), the cold-water connection from the same 
boiler with a water-back in the left-hand fire-box ; and / (i^-inch), the 
hot- water return to the boiler. The (i^-inch) pipe k is the supply to 
the tank-boiler b ; / (i-inch) is the cold-water connection of this boiler 
with the other water-back in the left-hand f re-box ; m (i^-inch), the 
hot- water return ; n (i^-inch), the supply from the tank-boiler going 
direct to the division-cock on the third floor, and (^-inch), the return 
circulation. The other water-back in the right-hand fire-box is con- 
nected with the same boiler by the pipes / (i-inch) and q (i^-inch). 
The vacuum-pipes r r (J^-inch) join and enter the sediment-pipes below 
their junction. The latter are behind the range and not seen ; there is 
one for each boiler, being a J^-inch branch from one of the two pipes 
leading from each boiler to the range. The combined sediment and 
vacuum pipe terminates over a sink in the cellar. The connection 
between the street and tank supplies, spoken of above, is marked ^, and 
is I-inch. 

The remaining letters apply to the pipes under the enameled-iron 
sink at the left of the range : / is the entrance of the cold-water pipe 
(supplying boiler a) to the outer part of the grease-trap «, and v its 
exit \ww\% the waste (2-inch), forming a deep trap, and x the air- 
pipe to prevent syphoning ; y is the hot water-supply to the sink, and z 
the cold, both ^-inch. 

In a corner of the room, in front of the range, is a deep pot-sink, 
of tinned and planished copper (not seen in the sketch). This has the 
same kind of grease-trap on the waste. This sink is so deep, and the 
bottom consequently so near the floor, that there was not room to put 
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the grease-trap above it. Accordingly, a hole was made large enough 
for it through the brick and concrete floor, and lined with an iroii casing 
or box. The boiler-supply water is passed around the grease-trap in 
this way : The main line runs along beneath the floor (suspended from 
the ceiling of the cellar) past the location of the trap above. Directly 
opposite the trap a stop-cock is placed on the main line, and a branch, 
taken off on one side, passes through the trap and comes back into the 
main line on the other side of the stop-cock when the latter is closed 
If it is open and those on the branches closed it flows straight past. 
It may be well to explain here, for the benefit of those who have not 
seen this grease-trap or a description of it, that the water is thus made 
to circulate around it (through an annular space entirely separated from 
the interior), for the purpose of cooling the collected grease and causing 
it to solidify. The supply to the boiler is chosen to effect this object, 
because not only is there no objection to thus slightly warming the 
water, but it is actually so much saving of heat. 

All the pipes, with their frames, supports, and fasteners, are nickel- 
plated. The brass pipes are frequently bent in long curves, like lead, 
and sharp turns with elbows avoided as much as possible. The piping 
is all put together with, frequent unions, so that it can be easily taken 
apart It was all fitted in position while unplated,then taken down and 
put back after being plated. 

Over the range is a very large copper hood for arresting and 
removing the odors and hot air. As this would have hidden much of 
the piping if shown in the sketch, it is only indicated in dotted lines. 
The outline is not strictly correct ; the width is considerably greater, 
projecting in front of the range a foot or two. It is hung from the iron 
iloor-beams overhead. The hot air and odors from cooking are carried 
off through an opening in one end of the hood into a rectangular duct 
surrounding the smoke-pipe. 

A plate-warmer on the back of the range was left out entirely to 
avoid confusion in the sketch. Attached to that are several gas-burners 
to light the range. The gas-pipe comes up through the range into one 
of the rods supporting the shelves of the plate-warmer, and thence 
along behind the turned-down front edge of the upper shelf, and is 
thus entirely hidden. 

The architect under whose direction this work was done was Mr. 
George B. Post ; the plumbers were Messrs. Robert Ennever & Son. 
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KITCHEN AND HOT WATER SUPPLY IN THE RESIDENCE 
OF MR. HENRY G. MARQUAND, NEW YORK. 

The following extract, showing only the kitchen, is from the 
description of the plumbing in the residence of Mr. H» G. Marquand, 
New York. Richard M. Hunt was the architect, and Alexander Orr 
the plumber. 

The boilers A and B, Figure 131, are respectively the "Croton" 
and " tank*' b<Mlers shown in diagram Figure 3, page 96, issue of July 3, 
1884, which diagrain is illustrative of the system of piping used in the 
distribution of the hot and cold water. 

The letters used here to indicate the parts are the same as those 
used in the diagram, and a comparison with it will familiarize the 
reader with the system and assist bun to compare the disconnected 
parts. 

The position of the kitchen is over A, cellar plan ; the chimney- 
jambs corresponding to the position of the range shown in the cut, 
from which the position of the boilers and the sinks can be readily 
ascertained. 

The "Croton" water-pipe /«, i^ inches in diameter, is taken 
from the general cold system in the cellar through the floor at m, passr 
ing up and entering the boiler A at m on top. The " tank ** water- 
pipe ky also i}i inches in diameter, comes through the floor from the 
tank-main in the cellar, entering the boiler at the top. Between the 
" Croton " pipe m to the boiler A and the tank-pipe k to the boiler 
B is a ^-inch pipe, shown by dotted lines, and furnished with a stop- 
valve and check-valve, a'. The object of this pipe is to allow water to 
pass from the Croton-pipe m into the tank-pipe ^, thence to the tank- 
boiler, should the water-supply from the tank be interrupted or should 
the tank be run empty. The passage of the water from the tank-pipe 
to the Croton-pipe is, of course, prevented by the check-valve, which 
only opens upward and which is kept to its seat when water is in the 
tank by the greater pressure. The pipe/ is where the hot water leaves 
the Croton-tank for low distribution. Upward from the boiler it ex- 
tends into a header (/), composed of i^-inch nipples and tees, from 
which the pipes /^ extend to the different points of distribution, such 
as butler's pantry, billiard-room, servants* bath, and all points in base- 
ment and first floor, and to the " cut-offs" of the different risers to the 
second floor. In like manner the hot-water pipe / from the tank- 
boiler B extends into a header^ /, from which the pipes /^ either run to 
the fixtures on the third floor or to the " cut-offs " of the risers for the 
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second floor. The pipe/i is the warm " Croton '* supply to the kitchen- 
sink, and is stopped in the pipe at the star. The pipe m^ is a branch 
of the pipe tn^ and is the cold Croton water-supply to the same sink, 
stopping at the same star^ the pipes being connected in this manner 
above the sink for the sake of a symmetrical appearance. In like man- 
ner the pipe /* conveys warm water to the pantry-sink, the pipe m!^ 
being the cold supply, the star being the dividing point, as before. 

The pipe/ is the return-circulation pipe to the Croton boiler, while 
/ performs the same functions for the high-pressure circulation to the 
tank-boiler. 

There are separate water-backs to each boiler, as plainly indicated 
in the illustration, the circulation-pipes being as shown. The pipe p^ 
with its valves, show the " draw-off " connections of both boilers. 

All the pipes shown, except the waste-pipes and air-pipes of the 
sinks, are seamless brass pipes, tinned, and the fittings are mostly special 
and of brass, the couplings being extra heavy with long threads, and all 
nickel-plated. 

The sinks used are of white porcelain, supported in cast-brass 
frames, with turned legs. The slabs back of the sinks are of reddish- 
gray marble, against which the pipes are fastened. The arrangement 
of the traps and air-pipes are shown and are all plainly, though taste- 
fully, "soiled." 

Under the hood over the range is a large register opening into a 
flue parallel with the range-chimney flue, which latter warms it. This 
flue is i2'xi6' in its cross-section. The hood is lined inside and out 
with very light-tinted tiles, as are all the walls of the kitchen. The 
frame and rail under the lower edge of the hood are of brass, and the 
arrangement for connecting the range with its chimney-flues is such as 
to show no pipe. 

The kitchen-floor is of encaustic tiles of selected designs, the colors 
being neutral. 



KITCHEN AND HOT WATER SUPPLY IN THE RESIDENCE 
OF MR. A. J. WHITE. 

Figure 132 shows another arrangement of a kitchen, and is in use 
in the residence of Mr. A. J. White, Fifth Avenue, New York City. 

The kitchen is situated in a bay fronting on Sixty-sixth Street, the 
view showing three sides of an octagonal room, and illustrating an 
arrangement of two boilers — one on each side of the range — each being 
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warmed by a separate water-back ; the one on the right being the 
" Croton " or low-pressure service boiler, while the other is the " tank ** 
or high-service boiler. The pipes are all of lead and very heavy, and 
the " back-air " pipe from the sink-trap is carried upward after entering 
the wall to the right of the sink. The " Croton," or street-supply, is 






shown coming through the floor just back of the sink-trap. From there 
it may be traced under the boiler and up at the side, entering at the 
centre " spud " of the boiler, and also continuing into the ceiling, it 
being the centre pipe of the three. To the right of it the hot-water 
pipe leaves the boiler and branches up and down, the downward pipe 
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being for the sink-faucet The pipe which is the left of the three which 
here enter the ceiling is the return hot-water or "circulation-pipe." 
Its course can be traced to its junction, with the hot water entering the 
back, beyond which point it joins the boiler, and continues to become 
the "draw-off" or sediment-pipe. On the left of the picture is the 
high-service or "tank-boiler." The pipe to the extreme left conve3rs 
the hot water from the boiler ; the one in the centre is the cold-water 
supply from the tank, and the one on the right the circulation-pipe. 

The architect of the building is Mr. James E. Ware, of New York, 
and the master plumber is Mr. John Renehan. 



HOT WATER SUPPLY IN AN OFFICE BUILDING. 

From the article describing the plumbing of the Duncan Office 
Building, in New York, in the seventh volume of the Sanitary Engineer y 
we take the following, which refers to the hot- water supply : 

The former supply of water to the building (which has been con- 
siderably increased in size in its reconstruction) was through a i^-inch 
pipe from the low-pressure main in Pine Street. This connection 
remains, and supplies the fixtures in the cellar. All other fixtures are 
supplied from a new 3-inch pipe from the high-pressure main in Nassau 
Street — the basement-floor being supplied by the street-pressure direct, 
and the upper floors from a tank on the roof. Each supply has its own 
meter, and the two are connected so that either may take the place of 
the other in case one fails. 

The water-pipe is all of galvanized-iron, except in exposed places 
above the cellar, as the connections with water-closet cisterns, where it 
is of brass, nickel-plated. All draw-cocks at basins and sinks are self- 
closing. Besides the fixtures mentioned in the first article are two 
water-closets, a basin, and two urinals in the basement. These urinals 
are flushed from a separate cistern ; a chain in each stall is connected 
with the same valve, so that both urinals are flushed together whenever 
either chain is pulled. This arrangement is expected to secure a more 
frequent flushing than by the more common method of placing a stop- 
cock on the pipe to each urinal. 

The accompanying drawing, Figure 133, represents the hot- water 
reservoir or boiler and connecting-pipes in the engineer's room in the cel- 
lar. On the right hand are seen the indicators showing the height of the 
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water in the two iron tanks on the roof ; the larger of these, having a 
capacity of about 4,500 gallons, supplies all the fixtures above the base- 
ment, except those in the janitor's apartments on the top floor, which are 
supplied from the smaller tank, which holds about 2,000 gallons. The 
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whole supply of the larger tank is brought to the cellar by the 2-inch 
pipe a ; thence the greater portion is taken by the 2-inch pipe 3, to 
supply the line of water-closets, urinals, and slop-sinks described in a 
preceding article. Other fixtures in different parts of the building are 
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supplied by the i-inch pipes c c. One of these, connected with niy sup- 
plies basins in the rear, which may also be supplied direct from the 
street, when the pressure is sufficient, through the pipe /, which supplies 
the sink shown. The 2-inch pipe ^ (reduced to ij^-inch at the turn 
behind the sink) supplies the boiler ; at the junction of the horizontal 
^nd vertical parts of d a. ij^-inch pipe, e, is taken to the drain-pipe 
helow the sink for emptying the boiler. The tank may be emptied 
through d' into the same drain. 

The water in the boiler shown (which supplies the slop-sinks on 
JsUl the floors) is heated by steam passing through the 2-inch pipe s in 
the centre. The arrangement is essentially the same as that adopted 
by the same plumber in the Mills Building, as described in Vol. VI., 
page 203, of our issue of August lo, 1882. The connections have been 
somewhat simplified in this job by fittings devised by Mr. John Tucker, 
the foreman. The essential peculiarity is the provision for the expan- 
sion of the pipe inside the boiler. This is accdhiplished by passing the 
steam-pipe k (j^-inch) through a stuffing-box on the top of the boiler, 
the expansion being taken up by the spring of the horizontal part (not 
shown) of the same pipe. This small pipe is connected with the larger 
about six inches below the top of the boiler, by being threaded into an 
annular disk or circular plate welded into the top of the 2-inch pipe. 
At the bottom the return steam-pipe is threaded into a hollow nut cast 
on the bottom of a cap-shaped fitting, which screws into the bottom of the 
boiler, and into which the 2-inch pipe is threaded. By this arrangement 
it is claimed that the whole head of steam can be turned on without 
producing any noise in the boiler, and that the water may be heated 
very rapidly. It is said to have worked very satisfactorily in the Mills 
• Building during the year it has been in use. 

The main hot-water supply from the boiler is ij^-inch (marked/); 
another pipe of the same size has on it a safety-valve, ^, with a ^-inch 
blow-off pipe to the sink this i J^-inch pipe is then reduced to J^-inch 
to supply the sink. The circulation-pipe/ (^-inch) enters the boiler 
on the back side, as indicated in dotted lines. The sink-trap is marked /. 
The safe-waste pipes are collected into two 2-inch pipes, n n, from 
opposite portions of the building, which end over the sink as shown, 
having flap- valves on the ends. These main lines are continued through 
the roof, there increased to three inches in diameter for ventilation. 
As they are closed at the bottom, the circulation is between the open- 
ings under the fixtures and the outer air. These pipes, like the water- 
supply pipes, are of galv .nized-iron. 

The plumber was Mr. T. J. Byrne. 
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KITCHEN AND HOT WATER SUPPLY IN THE RESIDENCE 
OF MR. SIDNEY WEBSTER. 

The following is taken from the Sanitary Ef^neer of December 4> 
1883 : 

Our illustration, Figure 134, shows the novel arrangement of high 
and low pressure boilers in the residence of Mr. Sidney Webster, at 245 
East Seventeenth Street, New York, The problem in this case was to 
utilize the limited space between the door and window for the kitchen- 
range and boiler paraphernalia. As the length of the space was not 
sufficient for the usual order of " double boiler " (one within the other), 
the arrangement shown was devised in preference to placing the boilers 
at a distance from the water-backs, whereby the question of circulation 
between the backs and Ihe boilers might be jeopardized by carrying the 
flow-pipes above windows and door, and the return-pipes underneath the 
floor. 

Little can be said of the arrangement that is not apparent to the 
plumber in our very accurate drawing of the kitchen, but of the mate, 
rials used and their sizes we will say a few words. The boilers are 
48-ounce copper, each being forty-two inches long by twenty-one inches 
in diameter. They are encircled by copper bands, which secure them 
to vertical hangers, which enter the floor-bpams, with large iron washers 
on top. The boiler A Figure 135, is the low-pressure or "Croton" 
boiler, the other boiler (B) being the tank-boiler. The " Croton " or 
street-pressure pipe comes through the floor at the right of the range, 
and is supplied with a check-valve at a in the diagram, thence runs 
behind the boilers, as shown by the dotted lints, connecting directly 
with the low-pressure boiler at a, and with the high-pressure boiler 
through the pipe and check-valve Sy which connects with the tank or 
high-pressure supply-pipe b close to where it enters its boiler. The 
object of the connection j, which is well known to plumbers, is to pro- 
vide an auxiliary supply to the high-pressure boiler should the tank in 
the top of the house be empty through any cause, at which time the low- 
pressure will press through the check-valve and supply the boiler. 

Two water-backs are used, the pipes e forming the primary circu- 
lation for the low-pressure boiler, and the pipes / performing the same 
function for the other. The pipe C is the warm low-pressure supply, 
which goes to the lower stories — first and the basement — ^the pipe C 
being the return circulation from the same. The pipe d is the warm 



Digitized by 



Google 



HOT WATER SUPPLY IN BUILDINGS. 203 



Digitized by 



Google 



204 



/ 

HOT WATER SUPPLY IN BUILDINGS. 



high-pressure pipe supplying the upper stories, d' being the return cir- 
culation for the same. The pipe used is bright seamless brass, with 
cast-brass elbows and fittings. 

Behind the boiler A is a ventilator-register of one and one-half 
square feet area, and opening into a chimney parallel with the range- 




FlGUItB 135. 



chimney. The chimney-breast, which forms the background to the 
range and boilers, is of white glazed brick, quoined with glazed choc- 
olate-colored bricks. The floor is of encaustic tiles in warm colors, and, 
taken altogether, the kitchen is very complete. 

The architect was Mr. Riclutrd M. Hunt. The plumber was 
Mr. John Toumey. 



PLUMBING AND WATER-SUPPLY IN THE RESIDENCE OF 
MR. H. H. COOK. 
The following extracts, referring to features connected with the 
hot and cold water-supply in the residence of Mr. H. H. Cook, of New 
York, are taken from Volume X. of the Sanitary Engineer : 

Figure 136 is a detail of the means provided to reach the hand-holes 
of the traps of the rain-water leaders and hand-holes of other traps 
beneath the basement-floors. The rain-water leaders are brought 
into the house-drains in the positions intended to be the fittest for 
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the flushing of all parts of the drains. There are tTTO fresh-air 
inlets, one in the outer wall of the Fifth Avenue area and the other 
ia the area at Seventy-eighth Street. The sewers at these points are 
each six inches in diameter and the air-inlets five inches. All the 
house-drains and sewer-pipes, as well as such back-air pipes as are not 
of "WTOUght-iron, are of extra heavy cast-iron. The heads of all the 
rising-lines, as .well as the back-air lines, are run alongside the roof- 
rafters to one point near the apex, where they are all connected into a 
copper hood of large area, whose opening to the outer air is turned 
dow^nward. 

The water-supply is taken from both the Fifth Avenue main and 
from that on Seventy-eighth Street. The object of this is to be able to 
take water from either streets should the water in the mains of one of 
the streets be shut off. The pipe from each source of supply, after 
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passing the service-cock, is one and a half inches internal diameter, and 
is AAA lead as far as the position marked A on the plan. Here the 
different services pass through their respective meters, the mode of dis- 
tribution from this point being shown by Figure 137, which is a detail 
at A on the plan. 

The water, after passing the meter that may be in use at the time, 
passes to a 4-inch brass header, as shown ; thence it is distributed 
downward, through brass pipes, to get it underground once more, to 
join with lead pipes of the same diameters, for distribution to the prin- 
cipal parts of the house ; one of the objects of putting it underground 
being to keep it at a lower mean temperature than could be obtained by 
running it on the ceilings through the basement. 

The order of the pipes in the detail corresponds to the order in the 
plan, and may be traced to their point of delivery thereon; The centre 
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pipe (oi;e and a half inches) is for the main kitchen boiler-supply only 
The basement-supply, as well as supplying water to the basement 
fixtures, furnishes a " Riker " gas-pump with water, to be forced to a 
tank in the top of the house at times when it will not rise there, for a 




high-pressure or tank supply. The other three pipes run to the princi- 
pal divisions of the house, to supply the fixtures with cold " Croton ' 
water as high as it will rise. Air-chambers are used on these pipes near 
the stop-valves in the position shown, their object being to prevent 
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water-hammer at these ends of the pipes as is supposed likely to be 
caused by the reaction of the fjpw and column when suddenly checked, 
although there are air-chambers at the heads of the lines and ends of 
the principal branches. 

The cold " Croton " supply is carried as high as the third-floor fix- 
tures, which it reaches at nearly all times, the pressure in the night 
being suflScient to fill the tank in the attic without pumping. 

The cold tank-supply for the second, third, and fourth floors is 
carried from the tank downward to the basement, thence it is dis- 
tributed and run to the different rising-line recesses, up which the cold 
and hot supplies are also carried to the lines of fixtures. 

Figure 138, page 208, shows the hot-water distribution from both the 
street-pressure and tank-pressure boilers, commonly known as " Croton " 
boiler and " tank-boiler." These pipes are all carried just beneath the 
basement-ceiling on specially contrived hangers, and may be seen in 
the kitchen sketch. Figure 139, page 209. Figure 138 is the fac-simile 
of a sketch made by Mr. Alexander Farmer, foreman for Mr. Muir, 
before the work was commenced, for the purpose of illustrating the 
principle to be followed by the workmen, and a comparison of the same 
with the •finished work as shown in the kitchen (which is drawn from a 
photograph) will go to show how closely the original plan was 
carried out. 

A double boiler is used, as shown in the diagram, the high-pressure 
or tank-boiler being inside the low-pressure or street-supply boiler, 
from which it receives heat in the usual manner. To a plumber it is 
not necessary to analyze the diagram, but for other readers who take a 
general interest we will outline the course of the water through the dif- 
ferent pipes. The "street-supply '* in diagram Figure 138 is the contin- 
uation of the "boiler-supply" in Figure 137, and is the (cold) street- 
supply to the low-pressure or outer boiler. It enters the boiler at the 
upper end, the water being carried down within it through a supply- 
tube. A branch of the street-supply is also carried to the inside or 
tank-boiler, but does not enter it direct, connecting with the tank-supply 
at the nearest point. The object of this connection is to insure the 
filling of the inside boiler with water from the street service, should the 
tank become empty from any cause. To prevent the tank-water from 
running backward through this connection the check-valve shown is pro- 
vided, which valve will open upward and let the water pass when the 
pressure in the tank-pipe is less than in the street-pipes. A check-valve 
is also used in the street-supply to the outer boiler, to prevent the 
emptying of this boiler through an empty main should the latter be 
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drawn out. The two stub-pipes 
shown at the left are the pipes 
which maintain the primary 
circulation between the outer 
boiler and the water-back of 
the range. The second circu- 
lation is through the " Croton 
hot " main pipe (see diagram) 
from the top of the outer boiler 
to the different branches, and 
the lines of fixtures to a point 
just below the "cut-off" in a 
line. 

From this point it returns 
through the "Croton circula- 
tion "to enter the water-back 
and boiler again, as may be 
seen by tracing downward in the 
direction of the arrows. The 
third circulation is thrpugh the 
"tank hot" main, whose branches 
are carried to the higher stories, 
from which the "tank circula- 
tion" returns from a point above 
the "cut-off," and enters the 
inner boiler again by passing 
through the bottom of the outer 
one, as shown. 

Figure 139 shows the interior 
of the kitchen. The walls and 
ceiling are white marble slabs, 
about four feet square, set with 
plaster of Paris, and held in 
position with brass rosettes, 
which form heads or nuts to tap- 
bolts which fasten with the iron 
joists and to expansion-bolts in 
the walls. The floor is of small 
white ceramic tiles, laid in 
Figure 138. Cement upon a concrete bottom, 

as before mentioned. 
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Between the boiler and the range, and also under the sink, will be 
noticed positions in the floor where hand or peep hole covers to the 
house-drain are placed, such as are shown in detail in Figure 136. The 
sink is of very heavy white earthenware, with the back supported on a 
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marble cleat, and the front resting on nickel-plated brass legs. Other- 
wise it is as plain as possible, with no place for lodgment of dirt. All 
the pipes shown are seamless brass and tinned, with nickel-plated fit- 
tings, valves, and hangers. 
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Under the hood of the range are two vent-registers, aggregating 
four square feet of area in the clear. They open into two chimneys, 
i2'x2o' each, which run parallel with and at each side of the range- 
chimney, which is of cast-iron, that the latter may communicate some 
of its heat to them. 

One point worthy of special mention is the warming of a plate-closet 
in the butler's pantry by a branch from the primary or water-back cir- 
culation. It will be noticed that between the hood of the range and the 
boiler are two pipes, one starting from a tee close to the side of the 
boiler and the other returning into the circulation-pipe as it flows back- 
ward to the water-back. These pipes are the "flow" and "return" 
from a hot- water coil of about thirty feet lineal of ^-inch pipe which is 
placed within the plate-closet. It was the intention of the master 
plumber to take the flo\¥-pipe from the head of the boiler instead of 
from the primary circulation-pipes ; but fearing that should any consid- 
erable quantity of water be drawn from the boiler it would cool the coil 
also, he changed it to the tee in the pipe, as shown, in which position it 
warms the coil shortly after the fire is started and before the boiler is 
very warm, giving a constant temperature of about i8o° at the coil. 

The architect was Mr. W. Wheeler Smith ; the plumber Mr. 
James Muir. 



THE CONSTRUCTION OF TURKISH AND RUSSIAN BATHS. 

The following description of the Turkish baths at Nos. i6 and i8 
Lafayette Place, New York, designed by Mr. Paul J. Schoen, architect, 
is taken from the Sanitary Engitieer of October i8, 1883: 

The buildings are 165 feet deep, by 53 feet front, the principal 
floor and basement being devoted to bath purposes. The principal floor 
is reached from the street by a flight of stone steps ; the level of the 
basement-floor, where the baths proper are, being two or three feet 
below the sidewalk. 

" The baths'* consist of Turco-Russian, Russian, and Turkish, with 
sitz-bath, needle-baths, douche, and warm and cold showers in the 
different departments. Figure 140 is a section through the Turco- 
Russian and Russian, and Figure 141 is a section on the line A 6 
through the Turkish. 

The Turco-Russian chamber is a seasoning-room, in which the tem- 
perature is kept at 118° to 120° Fah., and is hot air laden with moisture 
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to the point of saturation. It is warmed by direct radiation ; the steam- 
coils (C) being placed under the marble terraces at the sides, as shown. 
Two circulations of the air are established ; one, which may be called a 
local circulation, is the revolution of the air of the chamber in through 
the large register a to the coils to be warmed, returning again to the 
room through the small round register b. The other circulation is for 
the renewal of the air, and is in at the arrow under the terrace, where it 
comes in contact with a coil, and diffusing with the air under the terrace, 
escapes with it. At the same time a portion of the air which has been 
through the chamber and which enters the terrace at a escapes through 
the vent-flues V V. 

The Russian bath is similarly arranged with regard to the " local circu- 
lation" — L e,f the warming circulation — ^the coils being under the terrace, 
with the exception of the circulation for the change of air. The inlets are 
Z-shaped openings through the walls under the windows, and shown by 
the arrows, the vents or air-outlets being at the floors under the terraces, 
and escaping through the flues in the walls marked V VV V. The air 
here is laden with all the moisture that can be held in suspension at a 
temperature of 120°, a supply being constantly kept up by an escaping 
steam-jet within the terrace. The amount of steam-pipe under the 
terraces in these two chambers could not be obtained with any accuracy, 
as Dr. Ryan was his own engineer in the matter, and had added surface 
in many sections until he obtained the desired heat necessary to main- 
tain the temperature when moving air as fast as his flues would remove it. 

In the Turkish bath the temperature varies from 135° to 140° Fah., 
and is dry heat. The warming is by direct radiation, exposed in the 
rooms, the quantity of i-inch steam-pipe being 4,500 feet, lineal. Air 
enters through the radiators from the outside, and is drawn off through 
the vent flues V V, high up in the fire-place chimney, and a large register 
over the plunge, near the apex of the roof. In addition to the vent- 
flues skylights above the domes over the plunges can be opened when 
required. The walls are made double and the windows small, to pre- 
vent an unnecessary loss of heat. 

The plunge-baths, 7x12 feet and 7x22 feet, are supplied with 
Croton water and the large plunge of the Turkish bath from an artesian 
well. The method of renewing the water is to draw them off entirely 
every night and sponge them out, then fill them with fresh water, and 
let a comparatively small stream flow through them all day, the surplus 
running off through an overflow in the manner usual to plumbing 
fixtures. The temperature in the mineral- water plunge is thus maintained 
at 55° to 60° Fah. 
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There are five tanks of ii,ooo gallons capacity for the storage of 
Croton and artesian well water, and one tank 4x6x9 feet for warm 
water, to guard against an interruption in the supply from temporary 
causes. 

Croton water is supplied to the building through a 2-inch pipe, with 
a meter, for the boilers and all purposes for which the artesian water 
cannot be used. The capacity for pumping artesian water is 240 gallons 
per minute, and a little less than 100,000 gallons is used in the 24 
hours. 

A prominent feature of the appointments is the " needle-bath," 
shown in Figure 142. It is all brass pipe, nickel-plated, with ornamental 
fittings. The horizontal arms are perforated with fine openings, to 
discharge a fine spray on the body of the bather. The central vertical 
pipe is connected with the warm and cold pipes K and N by the cocks 
A and B, which admit of variable degrees of temperature in the spray. 
The cocks C and H regulate the shower and control the supply in the 
same manner. F and G are the liver-sprays, being metallic pads per- 
forated with minute openings, one being cold and the other tepid, and 
are controlled by the cocks D and E. A douche, L, is in the floor-slab, 
and is regulated by the cocks J and I. 

The floors and walls in the vapor-baths are marble, and the ceilings 
and domes wood, painted and ornamented in oil. Around the domes 
slight condensation takes place, and would drop on the bathers were it 
not that an internal eaves-trough, that is nicely arranged to harmonize 
with the finish, carries this drip to a convenient down pipe. 

Steam is supplied to the building by a boiler 16 feet long by 5 feet 
6 inches diameter, with fifty 4-inch tubes, and the water of conden- 
sation is returned by an "Albany" trap. A smaller boiler, 14 feet by 48 
inches diameter, is kept in reserve. 

The principal or parlor floor of the building is for the use of the 
guests after bathing and resting, preparatory to going into the street. The 
reception-room is 24X 60 feet, beyond which is a parlor 22 x 21, in the 
rear of which is a billiard-room 24 x 30. Adjoining the billiard-room is 
a caf^ 16x24. 

For those not acquainted with the routine of baths we append the 
following short description : The bather pays at one desk, passes to 
another and leaves his valuables, is assigned a dressing-room, and after 
disrobing is shown to the Turco- Russian bath, a seasoning-chamber in 
which all bathers remain awhile before entering either Russian or 
Turkish baths. When his skin is slightly moist, he is led to a couch 
and soaped, scrubbed, and rinsed off with a tepid shower, when he passes 
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to either of the baths. The rest of that time in the bath (which may 
vary from twenty to forty-five minutes, according to his strength or the 
doctor's orders) he spends in alternately sweating and showering, finally 
finishing with a cold plunge or shower bath. He is then passed into 



Figure 143. 

the cooling-room and dried with towels, from thence to the rubbing- 
room, where he is rubbed and manipulated with the bare hand of the 
attendant until his body is all aglow. He is then placed on a couch in 
another chamber with a sheet spread over him, and there takes his 
ease until he feels like resuming his clothing. 
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FORM OF PLUMBING SPECIFICATION 

FOR 

AN ISOLATED COUNTRY HOUSE. 



PLUMBING SPECIFICATION FOR AN ISOLATED COUNTRY HOUSE IN A POPULOUS 
DISTRICT, VALUED AT $2O,000 ; SUPPLIED WITH WATER FROM CORPORATION 
PIPES AND DISCHARGING HOUSE-WASTE INTO A FLUSH-TANK AND SUBSURFACE 
IRRIGATION SYSTEM, OR INTO A STREET-SEWER. 

// is not intended that the following form of specification shall be suitable for 
every house such as indicated, but only to suggest points that require consideration. No 
general specification can be drawn that will meet the requirements of any job. 

Earthen Drain.^—Yrom end of iron house-drain (to flush-tank or to street-sewer), 

and at a depth of feet, lay a 4-inch salt-glazed earthen-pipe, with a fall of not less 

than inch to the foot. 

/fouse-Drain. — From house end of earthen-drain, not less than five feet outside of 

foundation-wall, carry a 4-inch cast-iron pipe, with grade not less than inch to 

the foot, to foot of soil-pipe as shown, and make a thoroughly tight connection between 
the iron and the earthen pipes with Portland cement. 

Trap and Eresh- Air Inlet. — Provide in line of drain a one-half S-trap, of iron, 
four inches inside diameter, provided with brass cleaning trap-screw as shown, and 
having a 4-inch iron fresh-air inlet-pipe. (See Figure 143, next page.) 

Soil-Pipes, — The vertical soil-pipe to be 4-inch cast-iron pipe, continued as straight 
as possible full size through the roof, and at least three feet above the highest window. 

Waste^Pipes, — Connect, as shown on plan, with house-draid, by 2-inch cast-iron 
pipe, the wastes from kitchen and pantry sinks and wash-trays and continue the same 
at least full size through the roof, as shown on section. 

Note.— Two-inch pipes should be enlarged in the Northern States to 4-inch pipes 
from a point below the roof to prevent clogging of the pipe in winter. 

Water-Closet, — Furnish and fit up as shown on plan one water-closet. [Specify 
the kind and make of closet and cistern, if such is required.] If cistern is to be made 
by plumber, give size and weight of lead or copper for cistern and service-box, size of 
valve, and kind of ball-cock. [If closet has its own trap omit following reference to 
trap.] Provide 4-inch heavy lead trap to be connected with Y-branch of soil-pipe by 
the necessary 4-inch 8-lb. lead waste-pipe and brass ferrule. [Omit the following 
where no water-clo«3et cistern is required.] Supply cistern through a >^-inch lead pipe, 
branched from main supply-pipe and place >^-inch lever-handle stop-cock near cistern. 
Provide the necessary i jii^-inch pipe from closet-cistern to bowl of water-closet ; also, 
all necessary chain, levers, etc., for the proper working of the closet. [Where receiver 
of closet is to be ventilated, call for i^-inch lead pipe to be carried to the open air.] 
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Also furnish and fit up where shown one water-closet for servants' use. [State 
details as in previous case.] 

Slop-Hopper, — Furnish and fit up as shown on plan one slop-hopper. [Specify the 
kind and make of hopper, and dstem, if such is required.] If cistern is to be made by 
plumber give details as above for water-closet. [If slop-hopper has its own trap omit 

following reference to trap.] Provide inch heavy lead trap, to be connected with 

Y-branch of soil-pipe as elsewhere provided for. 

Bath, — ^Where shown on plans, furnish and fit up one bath. [State the size, kind, 
fitting, and, if of copper, the weight required, and the maker's name.] Supply with hotf 

and cold water through ^-inch lead pipe, and waste through inch* lead pipe, with 

the necessary inch lead trap and trap-screw ; waste to connect with soil-pipe in 

manner specified under *' General Requirements." 



CLEANING HANO-ROIC 




TRAP 
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IVash-Basins, — Furnish and fit up where shown 15-inch common overflow wash- 
basin [if any patent or special kind is required, state which], to be set in a iji-vDxik 
Italian marble slab of size indicated on plan, countersunk face, molded edges, back, 
and sides, ^-inch thick and twelve inches high. Basin-rim ground so as to makt a 
close joint with the marble, and basin to be fastened to slab by three brass damps, 
leaded into marble ; joint between basin-rim and slab to be made tight with plaster of 
Paris. Furnish and fit up two plated basin-cocks [state kind, maker, or patent, and 
kind of plating required], plated plug, chain, and chain-stay. [State kind, size, and 
kind of plating ; if any spedal waste arrangement is required, state which.] Supply 
with hotf and cold water through >^-inch lead pipe, branched from supply-pipe from 
tank to boiler. Waste through i>^-inch lead pipe, with the necessary i>^-inch lead 
trap and trap-screw to connect with Y-branch of soil-pipe in manner elsewhere pro- 
vided for. 

* Size of waste-pipe to be detennined by the kind of bath-tub and by the desired quidmessof 
discharge. 

t If braat pipes are preferred for the hot-water pipes, the specification can be modified to call for 
brass instead of lead. 
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JVas^Trays^-^Fumish smd fit up as shown on plans three wash-trays. [Here 
state the kind and size required, and, in case of wooden tubs, specify whether plumber 
or owner is to furnish them.] Supply each with hotf and cold water through ^-inch 
lead pipe, and ^-inch flange and thimble bibb-cocks. [State kind and make ; also, 
if to be of brass or plated ; if porcelain or soapstone tubs are used, call for flange and 
bent coupling-cocks ; state if tubs are to have holes for faucets in back or to be sup- 
plied over top of tub.] Furnish the necessary i>^-inch plugs, couplings, and chains. 
[State if brass or plated.] Waste through 2-inch lead pipe, with 2-inch trap and trap- 
screw, to connect with 2-inch iron waste-pipe, as elsewhere provided for. 

JCitchen-Sinks, — Furnish and fit up one sink [state the kind and size, whether to 
be placed on brackets or on legs, and state if back is required] as indicated on plan. 
Supply with hotf and cold water through ^-inch lead pipe, and two >^-inch flange 
bibb-cocks, one to have hose-screw for filter. Waste through i>^-inch lead pipe and 
the necessary' i>^-inch lead trap with trap-screw ; to connect with a 2-inch iron waste- 
pipe, as described before. Outlet in sink to be protected by a strong metallic strainer 
[state kind] securely fastened to the sink. 

Note. — If grease-trap is used, the waste from sink to be connected to grease-trap 
and not to the iron waste-pipe. 

Grease'Trap, — Furnish and set where shown on plan grease-trap. [Here state 
whether it is to be attached to sink, placed in kitchen or basement, or built of masonry 
outside the house.] Make all necessary connections between sinks, grease-trap, and 
waste-pipe. 

Pantry-Sink. — ^As shown on plans, furnish and fit up one butler's sink [state size 
and whether of copper or porcelain], and set the same in wood [or, if preferred, in 
i^-inch marble slab, with countersunk face, molded edges, and back of J^-inch 
marble, twelve inches high.] Supply with hotf and cold water through >^-inch lead 
pipe and two upright pantry-cocks [state kind or make, and kind of plating], with the 
necessary plug, chain, and chain-stay [or state special waste arrangement, if any is 
preferred]. Waste through i^-inch lead pipe, and i ^-inch lead trap and trap-screw, 
to connect with iron waste-pipe, as elsewhere provided for, or if grease-trap is used 
with the latter. 

Safes. — Place safes of 4-lb. sheet-lead under all fixtures above the kitchen-floor, 
the sizes of the spaces occupied by said fixtures, edges to be turned up at least two 
inches all round. Carry a i-inch lead drip-pipe from safe under tank, and connect 
each safe- waste with it ; carry down to cellar and discharge where leakage will be 
readily noticed, the end of drip-pipe being suitably protected [here state manner of 
protection] to prevent odor from cellar or kitchen being carried into the upper part of 
the house. Provide i>^-inch convex strainer for each safe, securely soldered to 
the lead. 

Cold- Water Supply, — Pay corporation charges and insert a tap in street-main (if 
not done by Water Department), and from that point furnish and connect with cor- 
poration-tap a |i^-inch pipe of weight as specified under ''General Requirements." 
Rmi this pipe in cellar to a point as near directly under tank as practicable, and con- 
tinue pipe to above and over the tank. Place a |i^-inch round-way lever-handle stop 
and waste cock just inside cellar-wall, to shut off water from house and to empty all 
house-pipes when necessary. Run a special line of jl^-inch lead pipe, as shown, from 

t If biBM pipes are preferred for the hot-water pipes, the specification can be modified to call for 
bnus instead of lead. 
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inside stop and waste cock, to supply the Idtcfaen and ptntry sinks. All other branches 
to fixtures to be taken, not from rising main, but from down pipe from tank to boiler, 
as shown. 

7a«ii(.— Line a tank holding 200 gallons [tank to be furnished ready for linmg by 
the owner] with copper [or lead ; state size of sheetic and weight required]. Supply 




FiGURB X44« 

tank from rising main, as described heretofore, through a |^-inch ball-cock [state kind 
and make required], and provide a tank- valve, with air-tube carried above water-level 
in tank, placed at bottom of tank, and from it run ^-inch lead pipe to boiler and 
fixtures as shown. Provide 2-inch lead overflow-pipe for tank, and run same to nearest 
roof -gutter or to a roof lower than tank. Provide brass flap-valve at outlet end to keep 
out cold air. [If discharge into gutter or on some roof is impracticable, carry overflow- 
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pipe down to kitchen and discharge over sink.] From bottom of tank carry a i>^-inch 
lead pipe provided with a i^-inch round-way stop-cock, placed just under the tank, 
and connect pipe with overflow-pipe for emptying the tank to permit of frequent 
cleansing. (See Figure 144.) 

Note. — ^This tank is not intended as a storage-reservoir, but is \ised principally to 
supply boiler and fixtures [except kitchen and pantry sinks] at a steady, moderate 
pressure. 

Boiler, — Furnish and fit up one -^— gallon heavy dome-head boiler [here state 
kind and strength of boiler, and make required, number of couplings required in top 
of boiler, etc.], set on boiler-stand [state kind and pattern], and supply with water 
through a ^-inch lead pipef from tank. Boiler-connections to water-back to be 
brazed — inch copper pipes. Provide the necessary Ji^-inch sediment-pipe and stop- 
cock, this pipe to connect with the house side of the nearest convenient trap, to permit 
the emptying of the boiler at pleasured Place a ^-inch stop-cock on supply-pipe to 
boiler near top of same. 

Hot- Water Supply, — Carry a ||^-inch lead pipe,f provided with a stop-cock near 
the top of boiler, to bath, taking off the necessary branches as shown, and continue 
with ^-inch lead pipe to over and above tank, to act as vent or relief pipe for boiler. 
Carry a >i-inch lead pipef from sediment-pipe just inside of sediment-cock to top of 
hot-water service-pipe in bath-room, for keeping up a constant circulation of hot water. 
From top of boiler carry also another line of |^-inch lead pipe to supply hot water to 
kitchen and pantry sinks and wash-trays, 

All lines of hot and cold water pipes must have a constant grade to allow proper 

circulation and the perfect draining of the whole supply-system from its lowest point. 

Range, — Furnish and set complete one range with water-back. [State kind and 

size required, or state if owner furnishes range, and the plumber is only required to 

make water-back connections.] 

List of Fixtures. — The house to contain the following fixtures : In first story, one 
kitchen-sink, one range, one bath-boiler, one pantry-sink, one servants' water-closet, 
three wash-trays ; in second story, one bath, one wash-basin, one water-closet, one 
slop-hopper ; in attic, one tank ; all to be as heretofore described. 

Rain-Leader, — Rain-water leaders to be [state kind] properly secured with iron 
hooks, and connecting with house-drain, preferably outside main trap if rain-water is 
admitted to sewer. Each leader to be trapped by a trap located below frost-level. If 
house-drain delivers into flush-tank, rain-water is to be conducted by a vitrified pipe 
to storage-cistern, or discharged into gutter, creek, or nearest stream or other con- 
venient place. 

NoT£. — Never allow rain-water from roof to saturate ground in the vicinity of 
the house. - ^., 

GENERAL REQUIREMENTS. 

Earthen Drain, — Earthen pipe to be without hubs or bells ; pipe lengths to be 
perfectly straight, truly cylindrical, hard-burnt, and not less than three-fourths inch 

thick. Pipe to be laid with a fall of not less than inch to the foot. Joints to be 

made with loose rings or collars, set in mortar. Mortar to cc^^lstof one part 
hydraulic cement and two parts dean, sharp sand. Sand and cemW to be mixed dry, 
and to be wetted up only in small .quantities as used. No tempered-up cement to be 

+ If brass pipes are preferred for the hot-water pipes, the specification can be modified to call for 
brasi instead of lead. 



Digitized by 



Google 



222 PLUMBING SPECIFICATION, 

used. Pipe to be laid in a trench, carefully excavated, with bottom trimmed to a 
perfect grade, and having depressions for joints of pipes, so that each length of pipe 
shall be evenly supported throughout the entire drain. The interior of each length to 
be made perfectly clean before the next length is laid down. Drain to be laid with 
perfect alignment, and deviations from straight run to be made with special carves. 
Back-filling to be first hand-packed with care, and then well rammed to prevent the 
slightest settling of the drain. Conneaions with flush-tank to be as shown on plan, 
and with street-sewer as required by corporation. 

Before refilling trench, earthen sewer to be tested by at least two feet head of 
water at its upper end. 

If earthen pipe with sockets is used, joints to be made by filling the space between 
spigot end and bell with hydraulic mortar, which should be applied with particular 
care at the bottom of the joint. The inside of each pipe-joint to be thoroughly cleaned 
from any projecting cement. Rubber gaskets to .be used on spigot end, and the 
workmen to wear rubber mittens in putting in the cement. 

If the bottom of the trench is not firm a bed of gravel or sand or a concrete 
foundation must be provided. 

Flush-Tank and Subsurface'Irrigation System, — Flush-tanks and subsurface- 
irrigation system to be arranged as described in the Sanitary Engineer^ pp. 530 and 
554, Vol. VII. Connection between drain and flush-tank to be arranged as shown. 
When the drain connects with the street-sewer the trap should be on the iron pipe just 
inside the cellar-wall, and the fresh-air inlet should open at a point. [Here indicate 
location.] 

Iron Pipes, — ^All iron pipes to be sound, free from holes, flaws, or other defects, 
of a unifotm thickness of at least one-fourth of an inch, and to be thoroughly coated 
inside and outside with coal-tar pitch, applied hot, or its equivalent. The weight of 
pipe to be as follows : 

2-inch pipe 5^ lbs. per foot. 

3 " 9)4 " " 

4 '' 13 *• " 

Pipe-Joints, — All joints of iron pipe to be thoroughly calked with oakum and 
molten lead. Joints between cast-iron and lead pipe to be made with brass or copper 
ferrules. If of brass, ferrules to be calked into hub of iron pipe, and lead pipe 
soldered to it by a wiped-joint. If of copper, inside diameter of ferrule to be larger 
than outside diameter of lead pipe to permit of drawing the lead pipe through the 
inside of the ferrule, and lapping it over the flange as shown. After being thus pro- 
tected against corrosion, copper ferrule is to be calked into hub, and the wiped-joint to 
be made in the usual manner. (See Figure 145.) 

Iron pipe lengths, when vertical, to be supported under each hub by strong iron 
hooks, and when hung from ceiling to be held in place by strong iron hangers, securely 
fastened to the beams, or, better, to oe supported at intervals by brick piers. All 
changes in direction to be by bends, and all branches to be Y-branches. At intervals 
of not more than twenty feet insert into the line of drain Y-branches, with brass trap- 
screws, for cleaning and inspection purposes. Mouths of any soil, waste, or vent pipe 
above the roof to be located remote from chimney-tops or ventilating-shaf ts. Wherever 
any pipe passes through the roof a water-tight joint must be made by providing a 
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flashing of sheet-lead, tin, or copper, eighteen inches square, with a funnel around 
pipe, the flashing to be securely fastened to the roof, and the funnel turned over and 
calked into hub of pipe. 

Testing Pipts. — ^After completion of the piping, and before any fixtures are con- 
nected, all openings of waste, soil, and vent pipes to be plugged, and the whole system 
of piping filled with water, and allowed to stand twenty-four hours, if required by the 
architect. [This important test is not, however, practicable in winter time, and some 
other test is in that case to be substituted.] If any leak is shown, the defect to be 
made good, and pipes again tested until the system is proved gas and water tight to 
the satisfaction of the architect or superintendent. 

The weight of the lead pipes is to be as follows : 

Lead pipes, — Supply-pipes with street-pressure : 
>i-inch pipe, 3 lbs. per foot. 

Supply-pipes from tank-pressure : 

Ji-inch pipe, 2 lbs. per foot. 

Waste-pipes : 

2-inch pipe, 4 lbs. per foot. 
FiGURK 145. i>i *' 3>i *' 

I " 2 *' 

All joints between lead pipes to be wiped-joints. All vertical lead pipes to be 
supported by metal tacks, soldered to the pipe, and fastened with screws to boards put 
up by carpenter ; tacks to be not less than three feet apart. Horizontal lead pipes 
must be supported throughout their length on boards, to prevent trapping, and be 
fastened by brass bands and screws. No hooks to be used in fastening lead pipe. 
Hot-water pipes must not be fastened with tacks ; brass bands only should be used to 
allow for expansion and contraction. Hot and cold water pipes to be kept at least one- 
half inch apart everywhere. All stop-cocks on supply-pipes to be arranged easy of 
access. 

No supply-pipes to run on outside walls unless absolutely necessary, and in this 
case pipes to be securely protected in all exposed places. [Here state kind of protection 
required.] 

Air-Chambers, — No cock to be placed at the end of a line of pipe, but the supply- 
pipe to be extended so as to provide an air-chamber in each case. (See Figure 146.) 

Traps, — ^All traps for fixtures to be arranged so as to be easily accessible. 

Back^ir Pipes, — Every trap under fixtures to be provided with a ventilating-pipe 
taken from just beyond crown of trap to prevent syphonage, and secure a circulation 
of air through the branch-pipes, as hereinafter provided for. Water-closet traps to 
have 2-inch lead vent-pipes, and all other traps to have vents of same area as the trap, 
except when vent-pipe does not require to exceed twenty feet in length to reach a point 
above the roof. No vent-pipe to be smaller than i^-inch. Each lead vent must 
connect with vertical pipe of not less than 2-inch external area, said vertical pipe to be 
placed alongside the nearest vertical soil or waste pipe. If back-air pipes are carried 
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throug^h the roof they must be enlargfed to four inches to prevent clogging in winter 
time in colder latitudes. 

Overflows, — Overflow-pipes from basins, bath, and pantiy-sink to be branched 
into dip of trap under the fixtures. 

All soil, waste, vent, or supply pipes must be exposed to view or be cased in wood, 
fastened with screws, so that they are readily accessible. 

No pipe or fitting shall be boxed in or otherwise hidden till it be passed upon by 
the architect or superintendent. 

During construction all pipe ends must be covered to prevent the entrance of 
sticks or other materials that might cause obstructions. 

The architect or superintendent may reject any pipe, fixture, appliance, or piece of 
work which, in his opinion, does not meet the requirements of this specification, and 
his decision in all matters shall be regarded as final. 




Figure X46.-DETAIL OF BRANCH OF WATER-SUPPLY TO PANTRY AND 
KITCHEN SINKS. 

The plumber must not do any cutting ; this will be done for him, wherever 
necessary, by the carpenter. 

The plumber shall do all his work promptly, as the progress of the building 
requires. 

Plumber to furnish all materials and implements, and to perform all labor requisite 
to complete all the work in a workmanlike manner, according to the drawings and 
specifications, including any material or labor not specifically described or mentioned, 
but which are necessary for the proper carrying out of these specifications. 

Where the specifications vary or conflict with the drawings the contractor to be 
governed by the specifications. 

All the work to be tested after completion by turning the water on everywhere, and 
any defects found to be at once repaired and all left in perfect order. 
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TEXT OF PLUMBING LAWS AND REGULATIONS IN FORCE 

IN NEW YORK, BROOKLYN, AND BOSTON, 

MAY, 1885. 



NEW YORK. 

THE REGISTRATION OF* PLUMBERS, AND THE LAW AND REGU- 
LATIONS GOVERNING THE PLUMBING AND DRAINAGE 
OF ALL BUILDINGS HEREAFTER ERECTED. 

Chaptrr 450, Laws of 1881. 

AN ACT to secure the Registration of Plumbers, and the Supervision of Plumbing 
and Drainage, in the Cities of New York and Brooklyn. 
Passed June 4, z88z. 

The People of the State of New York, represented in Senate and Assembly , do enact 
as follows : 

Section i. On or before the first day of March, eighteen hundred and eighty-two, 
every master or journeyman plumber, carrying on his trade in the cities of New York 
and Brooklyn, shall, under such rules and regulations as the respective Boards of 
Health of the Health Departments of said cities shall respectively prescribe, register 
his name and address at the Health Department of the said city ; and after the said date, 
it shall not be lawful for any person to carry on the trade of plumbing in the said cities 
unless his name and address be registered as above provided. 

Sec. 2. A list of the reg^istered plumbers of the city of New York shall be pub- 
in the City Record at least once in each year. 

Sec. 3. The drainage and plumbing of all buildings, both public and private, here- 
after erected in the city of New York, or in the city of Brooklyn, shall be executed in 
accordance with plans previously approved in writing by the Board of Health of the 
said Health Departments of said cities respectively. Suitable drawings and descrip- 
tions of the said plumbing and drainage shall in each case be submitted and placed on 
file in the Health Department. The said Boards of Health are also authori2ed to 
receive and place on file drawings and descriptions of the plumbing and drainage of 
buildings erected prior to the passage of this act in their respective cities. 

Sec. 4. The Board of Estimate and Apportionment of the city of New York shall 
add six thousand dollars to the apportionment of the Health Department for the year 
eighteen hundred and eighty-one, and shall insert the same in the tax levy, to provide 
for carrying out the provisions of this act, so far as it relates to the city of New York. 
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Sec. 5. Any court of record in said cities respectively, or any judge or justice 
thereof, shall have power at any time after the service of notice of the violation of aay 
of the provisions of this act, and upon the affidavit of one of the Commissioners of 
Health of the said cities, to restrain, by injunction order, the further progress of any 
violation named in this act, or of any work upon or about the building or premises 
\ipon which the said violation exists ; and no undertaking shall be required as a con- 
dition to the granting or issuing of such injunction, or by reason thereof. 

Sec. 6. Any person violating any of the provisions of this act shall be deemed 
guilty of a misdemeanor. 

Sec. 7. This act shall take effect immediately. 



RULES AND REGULATIONS 

For the Registration of Plumbers, and relating to Plans and Specifica- 
tions FOR Plumbing and Drainage, Adopted by the Board of Health of 

THE City of New York, in accordance with Chapter 450, Laws of 1881. 

• 

I. • 

The Registration of Plumbers, 
Rule i. Every plumber engaged in business in the city of New York shall 
appear in person at the Health Department, No. 301 Mott Street, and register his name 
and address, pursuant to the provisions of Chapter 450, Laws of 188 i, upon, the forms 
prescribed by the Health Department. 

Rule 2. It shall be the duty of every plumber to give immediate notice of any 
change in residence or place of business, for the correction of the register. 

Rule 3. The list of registered plumbers shall be published in January of each year. 

II. 

Of Plumbing, 

The law requures that the plumbing and drainage of all buildings, public and 
private, shall be executed in accordance with plans and specifications previously 
approved in writing by the Board of Health ; and that suitable drawings and descrip- 
tions of the said plumbing and drainage shall, in each case, be submitted and placed 
on file in the Health Department. 

Drawings and descriptions of the plumbing and drainage of buildings erected pripr 
to the passage of the act may be placed on file in the Health Department. 

Blank specifications for plumbing and drainage will be furnished to architects and 
others on application at this office. 

As the law requires that the plumbing and drainage be executed according to a 
plan approved by the Board of Health, no part of the work shall be covered or con- 
cealed in any way until after it has been examined by an inspector of the Board of Health, 
and notice must be sent to the Board when the work is sufficiently advanced for such 
inspection. 

III. 

Plan of Drainage and Plumbing Approved by the Boat d of Health, 

The following plan of construction has been approved by the Board of Health. 
When the work is completed, and before it is covered from view, the Board must be 
notified that it may send an inspector : 
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1. All materials must be of g^ood quality and free from defects ; the work must be 
executed in a thorough and workmanlike manner. 

2. The arrangement of soil and waste pipes must be as direct as possible. 

3. The drain, soil, and waste pipes, and the traps, must, if practicable, be exposed 
to view for ready inspection at all times, and for convenience in repairing. When 
necessarily placed within partitions or in recesses in walls, soil and waste pipes must 
be covered with wood-work so fastened with screws as to be readily removed. In no 
case shall they be absolutely inaccessible. 

4. It is recommended to place the soil and other vertical pipes in a special shaft, 
between or adjacent to the water-closet and the bath-room, and serving as a ventilating- 
shaft for them. This shaft should be at least two and a half feet square. It should 
extend from the cellar through the roof, and should be covered by a louvered skylight. 
It should be accessible at every story, and should have a very open but strong grating 
at each floor to stand upon. 

Shafts not less than three square feet in area are required in tenement-houses, to 
ventilate interior water-closets. 

5. Every house or building must be separately and independently connected with 
the street-sewer. 

6. Where the ground is made or filled in, the house-sewer —that is to say. the por- 
tion of the drain extending from the public sewer to the front wall — must be of cast- 
iron, with the joints properly calked with lead. 

7. Where the soil consists of a natural bed of loam, sand, or rock, the house-sewer 
may be of hard, salt-glazed, and cylindrical earthenware pipe, laid on a smooth bottom 
free from all projections of rock, and with the soil well rammed to prevent any settling 
of the pipe. Each section must be wetted before applying the cement, and the space 
between each hub and the small end of the next section must be completely and 
uniformly filled with the best hydraulic cement. Care must be taken to prevent any 
cement being forced into the drain to become an obstruction. No tempered-up cement 
shall be used. A straight-edge must be used inside the pipe, and the different sections 
must be laid in perfect line on the bottom and sides. 

8. Where there is no sewer in the street, and it is necessary to construct a private 
sewer to connect with a sewer on an adjacent street or avenue, it must be laid under 
the roadway of the street on which the houses front, and not through the yards or 
under the houses. 

9. The house-drain must be of iron, with a fall of at least one-quarter inch to the 
foot, if possible, and not more than one inch to the foot. 

10. Where water-closets or a school-sink discharge into it, the drain must be at 
least four inches in diameter. 

11. It must be hung on the cellar wall or ceiling, unless this is impracticable, in 
which case it must be laid in a trench cut at a uniform grade, walled up on the sides 
with brick laid in hydraulic cement, and provided with movable covers, and with a 
hydraulic concrete base of four inches in thickness on which the pipe is to rest. 

12. It must be laid in a straight line, if possible. All changes in direction must 
be made with curved pipes, and all connections with Y-branch pipes and one-eighth 
bends. 

13. Any house-drain or house-sewer put in and covered without due notice to the 
Health Department must be uncovered for inspection at the direction of the 
inspector. 
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14. Arunningorhalf-S trap must be placed on the house-drain at an accessible 
point near the front of the house. This trap must be furnished with a hand-hole for 
convenience in cleaning, the cover of which must be properly fitted and made gas and 
air tight with some proper cement. 

15. There must be an inlet for fresh air entering the drain just inside the trap, of 
at least four inches in diameter, leading to the outer air and opening at or near the 
street curb, or at a convenient place not less than four feet from the nearest window. 
No cold-air box for a furnace shall be so placed that it can by any possibility draw air 
from this inlet-pipe. The inlet-pipe should never be carried up to the roof inside or 
outside the house. 

16. No brick, sheet-metal, earthenware, or chimney-flue shall be used as a sewer- 
ventilator, nor to ventilate any trap, drain, soil, or waste pipe. 

17. Every vertical. soil-pipe and waste-pipe must be of iron, and where it receives 
the discharge of fixtures on two or more floors it must be extended at least two feet 
above the highest part of the roof or coping, of undiminished size, with a return-bend 
or cowl. It must not open near a window, nor an air-shaft which ventilates living- 
rooms. 

18. Soil, waste, and vent pipes in an extension must be extended above the roof of 
the main building, when otherwise they would open within twenty feet of the windows 
of the main house or the adjoining house. 

19. Horizontal soil and waste pipes are prohibited. 

20. The minimum diameter of soil-pipe permitted is four inches. A vertical 
waste-pipe, into which a line of kitchen-sinks discharge, must be at least two inches in 
diameter with one inch and a half branches. 

21. Where lead-pipe is used to connect fixtures with vertical soil or waste pipes, 
or to connect traps with vertical vent-pipes, it must not be lighter than D pipe. 

22. There shall be no traps on vertical soil-pipes or vertical waste-pipes. 

23. All iron pipes must be sound, free from holes, and of a uniform thickness of 
not less than one-eighth of an inch for a diametor of two, three, or four inches, or five- 
thirty-seconds of an inch for a diameter of five or six inches, and in case the building 
is over sixty-five feet in height above the curb the use of what is known as extra 
heavy pipe and corresponding fittings are required, which weigh as follows : 

2 inches, 5^ pounds per lineal foot. 
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24. Before they are connected they must be thoroughly coated inside and outside 
with coal-tar pitch, applied hot, or some other equivalent substance. 

25. When required by the inspector from the Board of Health, the plumbing must 
be tested with the peppermint or the water test by the plumber, in the presence of the 
inspector, and all defective joints made tight, and other openings made impermeable 
to gases. Defective pipe discovered must be removed and replaced by sound pipe. 
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26. All joints in the iron drain-pipes, soil-pipes, and waste-pipes must be so calked 
with oakum and lead, or with cement made of iron filings and sal^mmoniac, as to 
make them impermeable to gas. 

27. All connections of lead with iron pipes must be made with a brass sleeve or 
ferrule, of the same size as the lead pipe, put in the hub of the branch of the iron pipe 
and calked in with lead. The lead pipe must be attached to the ferrule by a wiped 
joint. 

28. All connections of lead pipe should be by wiped joints. 

29. Every water-closet, urinal, sink, basin, wash-tray, bath, and every tub or set 
of tubs, must be separately and effectively trapped, except where a sink and wash-tubs 
immediately adjoin each other, in which case the waste-pipe from the tubs may be con- 
nected with the inlet side of the sink-trap ; in such a case the tub waste-pipe is not 
required to be separately trapped. 

30. Traps must be placed as near the fixtures as practicable, and in no case shall 
a trap be more than two feet from the fixture. 

31. All exit-pipes must be provided with strong metallic strainers. 

32. In no case shall the waste from a bath-tub or other fixture be connected with 
a water-closet trap. 

33. Traps must be protected from syphonage, and the waste-pipe leading from 
them ventilated, by a special air-pipe, in no case less than two inches in diameter for 
water-closet traps, and one inch and a half for other traps. Except in private dwell- 
ings, the vertical vent-pipes for traps of water-closets in buildings more than four 
stories in height must be at least three inches in diameter, with two-inch branches to 
each trap, and for traps of other fixtures not less than two inches in diameter, with 
branches one and a half inches in diameter, unless the trap is smaller, in which case 
the diameter of branch vent-pipe must be at least equal to the diameter of the trap. In 
all cases vertical vent-pipes must be of cast or wrought iron. 

•34. These pipes must cither extend two feet above the highest part of the roof or 
coping, the extension to be not less than four inches in diameter to avoid obstruction 
from frost, or they may be branched into a soil-pipe above the inlet from the 
highest fixture. They may be combined by branching together those which serve 
several traps. These air-pipes must always have a continuous slope, to avoid collect- 
ing water by condensation. 

35. Traps of fixtures near the fresh-air inlet may be ventilated by being connected 
with it. 

36. No trap vent-pipe shall be used as a waste or soil pipe. 

37. Overflow-pipes from fixtures must, in each case, be connected on the inlet 
side of the trap. 

38. Every safe under a wash-basin, bath, urinal, water-closet or other fixture must 
be drained by a special pipe not directly connected with any soil-pipe, waste-pipe, drain, 
or sewer, but discharging into an open sink upon the cellar floor or outside of the house. 

39. The waste-pipe from a refrigerator shall not be directly connected with the 
soil or waste pipe, or with the drain or sewer, or discharge into the soil ; it should dis- 
charge into an open sink. Such waste-pipes should be so arranged as to admit of fre- 
quent flushing, and should be as short as possible, and disconnected from the 
refrigerator. 

40. The sediment-pipe from kitchen-boilers must be connected on th& inlet side of 
the sink-trap. 
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41. All water-closets within the house must be supplied with water from special 
tanks or cisterns, the water of which is not used for any other purpose. The closets 
must never be supplied directly from the Croton supply-pipes. A group of closets 
may be supplied from one tank. But water-closets on different floors are not permitted 
to be flushed from one tank. 

42. The valves of cisterns must be so fitted and adjusted as to prevent wasting of 
water, especially where cisterns are supplied from a tank on the roof. 

43. The overflow-pipes from water-closet cisterns must discharge into an open 
sink, or where its discharge will attract attention and indicate that waste of water is 
occurring, but not into the bowl of the water-closet, not into the soil or waste pipe, 
nor into the drain or sewer. When the pressure of the Croton is not sufficient to supply 
these tanks, a pump must be provided. 

44. Tanks for drinking-water are objectionable ; if indispensable, they must never 
be lined with lead, galvanized iron, or zinc. They should be constructed of iron, or 
wood lined with tinned and planished copper. The overflow should discharge upon the 
roof, or be trapped and discharge into an open sink, never into any soil or waste pipe 
or water-closet trap, nor into the drain or sewer, 

45. Rain-water leaders must never be used as soil, waste, or vent pipes, nor shall 
any soil, waste, or vent pipe be used as a leader. 

46. When within the house, the leader must be of cast-iron, with leaded joints ; 
when outside of the house and connected with the house-drain it must be trapped 
beneath the ground or just inside of the wall, the trap being arranged in either case so 
as to prevent freezing. In every case where a leader opens near a window or a light- 
shaft it must be properly trapped at its base. 

47. No steam-exhaust or blow-off pipe from a steam-boiler will be allowed to 
connect with any soil or waste pipe, or directly with the house-drain. They should 
discharge into a tank or condenser the waste from which, if to be discharged into the 
sewer through the house-drain, must be connected on the sewer side of the running trap. 

48. Subsoil drains must be provided whenever necessary. 

49. Yards and areas should always be properly graded, cemented, flagged, or well 
paved, and properly drained ; when the drain is connected with the house-drain, it must 
be effectively trapped. Front-area drains must, where practicable, be connected with 
the house-drain inside of the running trap. 

50. Cellar and foundation walls must, where possible, be rendered impervious to 
dampness, and the use of asphaltum or coal-tar pitch in addition to hydraulic-cement 
is recommended for that purpose. 

51. No privy-vault or school-sink will be allowed in any cellar or basement ; nor 
shall the general privy accommodation of a tenement or lodging house be allowed to be 
in the cellar or basement. 

52. No privy-vault, or cesspool for sewage, will be permitted in any part of the 
city where water-closets or a school-sink can be connected with a public sewer in the 
street. 

53. School-sinks must be of cast-iron, not more than two feet in depth, connected 
at the upper end with the Croton supply, and at the lower end with a drain leading to 
the street-sewer, and provided with an outlet at the lowest point and on the bottom so 
as to admit of a complete discharge of the contents whenever the outlet is opened and 
the sink flushed with water. 
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54. The sink must be set so that the flange will be at least two feet below the yard 
surface, to prevent freezing. It must be at least ten feet from any window or as 
near that distance as practicable, 

55. The waste-pipe from a hydrant-sink in the yard must be properly trapped, 
especially where it discharges into a school-sink, a privv-vault, or cesspool, or the 
house-drain. 

56. Open light and air courts must be properly drained. 

57. When a privy-vault or cesspool must necessarily be used, and the water-supply 
of the premises is from a weU, they must be at least fifty feet from the well ; and the 
privy-vault muse be absolutely tight. 

By order of the Board, 

CHARLES F. CHANDLER, 
Emmons Clark. President. 

Secretary^ 



BROOKLYN. 

CONSTRUCTION OF DRAINS, SOIL-PIPES, AND PLUMBING OF 
NEW BUILDINGS. 

PLANS AND DRAWINGS. 

25 — I. There must be a separate plan for each house, giving the exact location of 
the same in the manner specified on the plan, including the ward, block number, lot 
number, and street number, when possible. 

II. Every plan must contain a clear description of the plumbing, on a blank pre- 
scribed and supplied for this purpose, showing size, kind, and weight of pipes and kind 
of traps, closets, and fixtures to be used. 

III. Plans will be approved or rejected within ten days from the time of filing. 

IV. All drawings must be legibly drawn in ink on heavy white paper, or on 
tracing linen. 

V. The size of the paper or linen must be 8 by I2>i inches, or 12^ by 15 inches, 
and the drawing so made as to leave not less than an inch of margin outside thereof. 
The former size is preferred, and should be used whenever practicable. 

VI. One vertical drawing will be sufficient for a building when it can be made to 
show all the work. If the work is intricate, and cannot be shown by one drawing, two 
or more should be made. 

VII. This Department (Department of Health) must be notified when any work is 
ready for inspection, and all work must be left uncovered and convenient for examina^ 
tion until inspected and approved. All notifications of this nature must ^le in writing, 
specifying the plan number. 

VIII. After a plan has once been approved, no alteration of the same will be 
allowed except on the written application of the owner. All applications for informa^ 
tion or rulings from this Department (Department of Health) must be made in writing, 
Addressed to the Commissioner. 
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CONSTRUCTION OF WORK. 

SOIL-PIPE. 

IX. The main sewer-pipe must have a fall of at least one-half inch to the foot. 
When practicable it must be run on the cellar-wall, securely fastened thereto, and must 
in such case be of iron. When it is impracticable to run the sewer-pipe on the cellar- 
wall, it may be laid in a trench beneath the basement or cellar floor, and may in such 
case be either of iron or earthenware, as hereafter specified. This trench must remain 
open until this Department gives permission to close it. 

X. That where sewer-pipes are to be placed in the groimd, cast-iron pipes one- 
half inch in thickness, or glazed earthenware pipes one and a quarter inches in thick- 
ness, and with hubs three inches deep, will be required ; that joints on earthen pipes 
must be made with Portland cement, sand, and iron filings, thoroughly mixed before 
wetting with a weak sal-ammoniac solution ; that all pipes laid beneath the ground, 
whether iron or earthen, must be filled with water, and shown so filled to the inspector. 

XI. The main sewer must be trapped with a running trap of the same material 
and size as the sewer-pipe, and must be located inside the front wall of the building. 
No connection with the house-sewer for the discharge of sewage or rain-water shall be 
made on the street side of said trap. The trap must be provided with a hand-hole, for 
convenience in cleaning. There must be a fresh-air inlet-pipe entering the sewer-pipe 
inside and close to the said trap, of a diameter not less than three inches, leading to 
the outer air, and opening at any convenient place away from windows. 

XII. Hand-hole openings, four inches in diameter, must be provided on all pipes 
laid beneath the ground ; said openings to be closed with brass ferrule and screw-cap, 
and one such opening be required at each branch, and one at each end of the cellar in 
the main line ; said screw-ci^M to project above the level of the cellar-floor ; or, if they 
do not project above the cellar-floor, manholes must be provided in order to give access 
to them. 

XIII. An opening most be provided in the cellar-walls of all buildings for the 
entrance of the sewer-pipe ; said opening to be two inches dear of the pipe on the top 
and both sides, to avoid injury by settlement. 

WASTE-PIPES. 

XIV. All waste or soil pipes must be continued, full bore, above the roof, without 
return bend, and provided with a wire screen at top. Lead pipe may be used for 
horizontal lines two inches or less in diameter. All other waste-pipes, two or more 
inches in diameter, must be of iron. The term waste-pipe or soil-pipe includes all 
branches taken off the main lines and continued, vertically or horizontally, seven or 
more feet. The size of waste-pipes shall be as follows : Those that receive the 
discharge from eight sinks or basins shall be 3 inches in diameter at least ; those 
that receive the discharge from three to seven sinks or basins shall be a inches in 
diameter at least, and those that receive the discharge from one or two sinks shall be 
not less than i}^ inch. Waste-pipes from safes imder wash-basins or other fixtures 
must not connect directly with any sewer, soil-pipe, or other waste-pipe. Waste-pipes 
from refrigerators, if carried to the sewer, must first discharge into a drip-pan, and be 
provided with a trap and stop-cock between said drip-pan and sewer. 

XV. All main pipes receiving the discharge from water-closets and other fixtures 
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^nQSt be of cast-iron; mtist be sound, free from holes, and of a uniform thickness, and 
^what is known as extra heavy pipe, weighing as follows : 

2 inches, s}i pounds per lineal foot. 
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Corresponding fittings will be required. All branches or deviations from straight 
lines must be made with proper fittings. Soil and waste pipes must in ail cases be 
continued, of undiminished size, at least two feet above the roof, without return bend, 
and provided with a cap, grating, or screen at the top. 

XVI. Air-pipes must be of iron or lead (sheet metal will not be permitted), and 
must not terminate in chimney-flues. They must be carried up inside of the house. 
When more than one water-closet discharges in the same vertical line of soil-pipe, a 
^separate air-pipe connection, not less than two inches in diameter, must be provided 
for the trap of each, which pipe may connect with the soil-pipe above the upper water- 
closet. When the trap of the water-closet is set two or more feet from the vertical line 
of the soil-pipe, a return connection must in all cases be provided, even where there is 
but one wsyter-closet on the line. Air-pipes from several traps may be combined by 
branching together and then carried into a soil-pipe above the inlet from the highest 
fixture, or continued above the roof. The weight of material for air-pipes shall be the 
:same as that specified in the case of soil and waste pipes. 

XVII. All rain-water conductors which are carried up within the walls of a build- 
ing must be of iron, as required for soil-pipe. Connections with such rain-water con- 
•ductors along their vertical course for the discharge of sewage or waste-water therein 
inrill not be permitted. 

TRAPS. 

XVIII. Every wash-basin, bath-tub, sink, urinal, water-closet, or other fixture 
•connected with the sewer-pipe of any building shall be separately trapped as close to 
the fixture as possible. Water-sealing traps of any pattern may be used when separate 
air-pipe connections from the top of the same are provided ; where separate air-pipe 
•connections are not provided, traps which will not unseal must be used. A trap will 
l)e considered as unsealed if, when syphoned, it shows a water-seal less than three- 
•quarters of an inch in depth. This rule does not apply to traps of water-closets. 

XIX. No overflow connection shall be made with any part of a trap, except into 
the inlet-pipe thereof, and above the body of the trap ; and no connection of any waste- 
piper-other than that from the fixture to be trapped-^wiU be permitted to enter the 
l)ody ol the trap. 

WATER-CLOSETS, PRIVIES, ETC. 

XX. On Streets that ofe Sewered, — ^AU buildings that are located upon a street in 
which a public sewer exists must be provided with water-closets, either in the house or 
yard ; privy-vaults will not be permitted when a public sewer exists in the street. 
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Water-closets will not be pennitted in any room or apartment that has not a win- 
dow, having an area of at least four square feet, opening directly to the external air ; 
they will, however, be permitted in rooms or apartments having no windows communi- 
cating directly with the external air, provided that there is an air-shaft extending up to 
or above the roof, having an area of not less than four feet, with an opening to the 
external air of an equal area ; this opening, at the top of the air-shaft, can be arranged 
by extending the shaft above the roof and providing a sash, of an area equal to that of 
the shaft, which can be controlled by cord and pulley from below. 

In no class of buildings, whether public, private, or tenement, will water-closets 
be permitted in cellars. [A '* cellar " shall be taken to mean and include the lower 
story of any building or house of which one-half or more of the height from the floor 
to'theceilingisbelow the level of the curb of the street adjoining.] In tenement- 
houses gangs of water-closets will not be permitted in the basement, unless a venti- 
lating-shaf t (as above described) of an area of not less than four square feet is provided. 

Iron privy-sinks will only be permitted when located in the yard, under the same 
conditions as privy-vaults ; they must be set on the surface of the ground, and no 
masonry will be permitted on top of the casting. 

All water-closets must be furnished with a sufficient supply of water to keep them 
at all times clean and well flushed. 

All water-closets located above the first story must be supplied from a tank, which 
must hold not less than ten gallons of water for each water-closet which it supplies. 

XXI. On Streets that are not Seweted, — Water-closets will not be permitted in 
any building situated upon a street that is not sewered ; in such cases water-tight 
privy-vaults must be provided. 

Waste-water from houses situated on unsewered^ streets must be conveyed to cess* 
pools that are water-tight ; into these cesspools rain-water must not be conducted ; 
rain-water must be conveyed to cisterns that are water-tight or to the street gutter. 

No privy-vault, sink, cistern, or cesspool shall hereafter be made or rebuilt in the 
city of Brooklyn within twenty-feet of any dwelling or factory, without a special permit 
in writing from this board. All vaults, sinks, cisterns, and cesspools shall be made 
and kept water-tight. This must be done in one of the following ways : By the use of 
a crock or vessel of glazed earthenware, not less than one and a quarter inches in 
thickness ; or by a cast or wrought iron vessel one-half inch in thickness ; or by brick 
mason-work, constructed as follows : The inner four inches of the bottom and sides 
must be of hard brick, soaked in tar, or dipped and laid in hot roofing-cement ; if 
tar-soaked bricks are used, the inner surface of the vault, cesspool, etc., must in all 
cases be covered over with roofing-cement, applied hot. 

XXII. All water-closets located above the first story must be supplied from a tank. 

XXIII. All joints in iron pipe must be filled with lead and securely calked. 
Cement and putty joints will not be permitted. All connections of lead with iron pipe 
must be made by soldering the lead pipe to a brass thimble or ferrule, with wiped or 
overcast bolted joints. All ferrules must be of brass, either cast or drawn, and be not 
less than one-eighth of an inch thickness. 

XXIV. No opening shall be provided in the sewer-pipe of any building for the 
purpose of receiving the surface-drainage of the cellar, unless special permission is 
granted, and any opening so made must be immediately and permanently closed when 
directed by this department. J. H, RAYMOND, M. D., Commissioner, 

Attest : R. M. Wyckofp, M. D., Secretary, 
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CITY OF BOSTON. 
ORDINANCE FOR THE REGULATION OF PLUMBING. 

Be it ordained by the City Council of the City of Boston as follows : 

Section i. No person shall carry on the business of plumbing unless he shall 
have first registered his name and place of business in the office of the Inspector of 
Buildings, and notice of any change in the place of business of a registered plumber 
shall be immediately given to said inspector. 

Sic. 2. Every plumber, before doing any work in a building, shall, except in the 
case of the repair of leaks, file at the office of the inspector, upon blanks to be provided 
for the purpose, a notice of the work to be performed ; and no such work shall be done 
in any building without the approval of said inspector. 

Sec. 3. Every building shall be separately and independently connected with the 
public sewer, when such sewer is provided ; and, if such sewer is not provided, with a 
brick and cement cesspool, of a capacity to be approved by the said inspector. 

Sec. 4. Drains and soil-pipes through which water and sewage is used and carried 
shall be of iron, when within a building and for a distance of not less than five feet 
outside of the foundation-walls thereof. They shall be sound, free from holes and 
other defects, of a uniform thickness of not less than one-eighth of an inch for a 
diameter of four inches or less, or five thirty-seconds of an inch for a diameter of five or 
six inches, with a proportional increase of thickness for a greater diameter. They shall 
be securely ironed to walls, laid in trenches of uniform grade, or suspended to floor- 
timbers by strong iron hangers, as the said inspector may direct. They shall be 
supplied with a suitable trap, placed, with an accessible clean-out, either outside or 
inside the foundation-wall of the building. They shall have a proper fall toward the 
drain or sewer, and soil-pipes shall be carried out through the roof, open and undimin- 
ished in size, to such height as may be directed by the said inspector ; but no soil-pipe 
shall be carried to a height less than two feet above the roof. Changes in direction 
shall be made with curved pipes, and connections with horizontal pipes shall be made 
with Y-branches. 

Sec. 5. Rain-water leaders, when connected with soil or drain pipes, shall be 
suitably trapped. 

Sec. 6. Sewer, soil-pipe, or waste-pipe ventilators, shall not be constructed of 
brick, sheet-metal, or earthenware, and chimney-flues shall not be used as such 
ventilators. 

Sec. 7. Iron pipes, before being put in place, shall be first tested by the water or 
kerosene test, and then coated inside and out with coal-tar pitch, applied hot, or with 
paint, or with some equivalent substance. Joints shall be run with molten lead and 
thoroughly calked and made tight. Connections of lead pipes with iron pipes shall be 
made with brass ferrules, properly soldered and calked to the iron. 

Sec. 8. Every sink, basin, bath-tub, water-closet, slop-hopper, and each set of 
trays, and every fixture having a waste-pipe, shall be furnished with a trap, which shall 
be placed as near as practicable to the fixture that it serves. Traps shall be protected 
from syphonage or air-pressure by special air-pipes, of a size not less than the waste- 
pipe ; but air-pipes for water-closet traps shall not be of less than 2-inch bore 
for thirty feet or less, and of not less than 3-inch bore for more than thirty feet. Air- 
pipes shall be run as direct as practicable, and shall be of not less than 4-inch bore 
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where they pass through the roof. Two or more air-pipes may be connected tos^ether 
or with a soil-pipe ; but in every case of connection with a soil-pipe such connection 
shall be above the upper fixture of the building. 

Sec. 9. Drip or overflow pipes from safes under water-closets and other fixtures, 
or from tanks or cisterns, shall be run to some place in open sight, and in no case shall 
any such pipe be connected directly with a drain, waste-pipe, or soil-pipe. 

Sec. 10. Waste-pipes from refrigerators, or other receptacles in which provisions 
are stored, shall not be connected with a drain, soil-pipe, or other waste-pipe, unless 
such waste-pipes are provided with traps, suitably ventilated, and in every case there 
shall be an open tray between the trap and refrigerator. 

Sec. II. Every water-closet qr line of water-closets, on the same floor, shall 
be supplied with water from a tank or cistern, and the flushing-pipe shall not be less 
than one inch in diameter. 

Sec. 12. Pipes and other fixtures shall not be covered or concealed from view 
until after the work has been examined by the said inspector, and he shall be notified 
by the plumber when the work is sufficiently advanced for inspection. 

Sec. 13. Plumbing-work shall not be used unless the same has first been tested by 
the said inspector with the peppermint, ether, or water test, and by him found satis- 
factory. 

Sec. 14. No steam-exhaust shall be connected with any soil or waste pipe, or drain 
which communicates with a public sewer. 

Sec. 15. Water-pipes in places exposed to frost shall be packed with mineral wool, 
or other substance equally good, and they shall be cased to the satisfaction of the said 
inspector. 

Sec. 16. A grease-trap shall be constructed under the sink of every hotel, eating- 
house, restaurant, or other public cooking establishment. 

Sec. 17. The provisions of Sections 3-13, inclusive, and of Section 15 of this 
ordinance, shall apply only to buildings erected, or to work performed, after its passage. 
March, 17, 1883. 

Approved. 

ALBERT PALMER, Mayor, 



PENALTY. 

Revised Ordinances ^ Chapter /. 

Section 5. Whoever violates a provision of any ordinance of the city, whether 

included in these Revised Ordinances, or hereafter enacted, shall, unless other provision 

is expressly made, be liable to a penalty of not less than two nor more than fifty dollars 

for each offense. 

Sec. 6. When an3rthing is prohibited in an ordinance, not only the persons actually 
doing the prohibited thing, but also the employers and all other persons concerned 
therein, shall be liable to the penalty prescribed. 



Note. — All plumbing shafts shall be constructed of non-combustible t^a t^ fll 
Packing must be of mineral wool or other non-combustible material satisfactory to the 
inspector ; all cutting of timber, headers, trimmers, or walls, must first be approved by 
the inspector. 
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Absorption of light by gas-globes, ii8. 

Accidental discharge from fixtures into 
vent-pipes, and how to detect it, 70. 

Admission to the New York Trade- 
Schools, 78. 

Air in water-pipes, 93. 

Air-binding caused by using too many 
traps, 34. 

Air-inlets to drains, advantages versus 
disadvantages of, 48, 49. 

Air-inlets, how to arrange, 57, 58. 

Air-inlets, typical, locations of in cities, 
50 to 53, 53 to 57. 

Air-supply of furnaces taken from the 
sewer, 23, 24, 25. 

Apartment - house boilers cause trouble 
from giving out of expansion-pipes, 
170 to 172. 

Automatic cistern-filter, 122 to 125. 

Automatic shut-off for gas (hot-air) pump- 
ing-engine, 86. 

Auxiliary heater for boilers, 143. 

Auxiliary heater for use when two boilers 
are connected with a single water- 
back, 183. 

Back-log boilers, 138, 141. 

Bad taste of water in cooler, cause of, 107. 

Basin and bath waste water, should it be 

run into cesspools, or how disposed 

of, 81. 
Basin and bath wastes, what should the 

size of be, 83. 
Basin, how fixed to marble slabs, 120. 
Basin-trap rendered of no use by improper 

overflow connection, 22 ; by improper 

outlet, 36. 
Bath and basin wastes, how to dispose 

of, 81. 
Bath and basin waste-pipes, what should 

the size of be, 83. 
Bath and kitchen boilers, forms of in use 

in England and America, 135 to 153. 
Bath-boilers, forms of used in England 

and America, 135 to 186. 
Bath-boilers used in Great Britain, 137. 
Bath-boiler used with gas-stove in Eu- 
rope, 137. 
Baths, needle, 214, 215. 
Baths, Russian and Turkish, construction 

of, 210 to 215. 



Bath-supply at the bottom and the risk of 
syphonage through it, 73. 

Bath-wastes connected improperly with 
water-closet traps, 21, 66, 95. 

Bathing-pool, how to heat, 84. 

Bidets, 115. 

Boilers and their ai)pui tenances as arranged 
in various buildings, 187 to 215. 

Boilers and water-backs, how to arrange 
for summer kitchens, 160. 

Boilers, action of discussed, 168, 169. 

Boilers bursting, cause of, 167, 168. 

Boiler-circulations discussed, 161, i6a, 
168 to 170. 

Boiler-drcuUtions below level of boiler 
and water-back, 155 ; below level of 
floors, 161. 

Boiler-circulation clumsily arranged with- 
out the return-pipe, 156, 157. 

Boiler - circulations interrupted, causes 
of, 158. 

Boiler-circulations returning [into hot- 
water pipe, 158. 

Boilers and gas-stoves used in Eiu-ope, 137. 

Boilers, back-log, 138, 141. 

Boilers, collapse of, causes of and how to 
prevent, 164, 165. 

Boilers, conical, 143. 

Boilers, double, 145 to 148. 

Boilers, expansion or vent-pipes of give 
out, causes of, 170 to 172. 

Boilers fitted up in Montreal, 139. 

Boilers fail to furnish hot water, cause 
of, 156. 

Boilers, forms of in use in England and 
America, 135 to 153. 

Boilers heated by exhaust steam, 150. 

Boilers, horizontal, as used in Boston, 
185, 186. 

Boilers, horizontal, setting and connec- 
tions of, 151, 152. 

Boilers in the residence of W. R. Van- 
derbilt, 187 to 191 ; in the residence 
of Cornelius Vanderbilt, 191 to 194 ; 
in the residence of Henry G. Mar- 
quand, 195 to 199 ; in the residence 
of A. J. White, 197 to 199 ; in the 
Duncan Ofiice Building, 199 to 201 ; 
in the residence of Sidney Webster, 
202 to 204 ; in the residence of H. 
IJ. Cook, 207 to 209. 
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Boilers in flats, how arranged, 150 ; in 
hotels, 150. 

Boilers, noise in and its causes, 136. 

Boilers, open, for heating water, how to 
be arranged, 157. 

Boilers placed one at each side of range 
and connected with separate water- 
backs, 197, 198. 

Boilers, single, with two ranges or water- 
backs, 153. 154, 173-74-75-76-77. 

Boilers, single, with three or more ranges 
or water-backs, 177. 

Boilers, two, heated by a single water- 
back, with the aid of an auxiliary 
heater, 183. 

Boilers, two, in residence of Henry G. 
Marquand, 195. 

Boilers, two separate used, sizes of, 149. 

Boilers, two with one range, 153, 178 to 
181. 

Boilers, vent or expansion pipes of give 
out, causes of, 170, 172. 

Boilers, preventing collapse of, 87. 

Boilers used in Great Britain, 137, 138 ; 
in Canada, 139, 140 ; in the United 
States, 141 to 143 ; in Boston, 144 ; 
in New England. 149, 150. 

Boilers, reverse attachments for, 148, 149. 

Boilers, vacuum-valves on not reliable, 87. 

Boilers with auxiliary heaters, 143. 

Boilers with three couplings on top, 144. 

Boilers, wrought-iron, 141. 

Boston boilers, 144. 

Boston plumbing, examples of bad, 30, 31. 

Botch plumbing of reckless character, 32. 

Box-castings in water-backs, manner of 
• their explosion, 167. 

Bottle-traps, proper position of inlets and 
outlets of, 67. 

Bottle-traps rendered of no use by im- 
proper arrangement of inlet and 
outlet, 36. 

Buildings of ^at height, tanks for, 121. 

Burnishing wiped joints, 77. 

Bursting of boilers and connecting-pipes, 
167. 168. 

Bursting of water-backs, causes and pre- 
vention of, 136, 137, 166 and 167. 

Butler's pantry in the residence of W. K. 
Vanderbilt, 190. 

By-passes, several cases of discussed and 
illustrated, 17 to 21, 35, 63. 

By-passes, around traps of basin and 
bath, 17 ; around trap of basin, bath, 
and water-closet, 18, 19, 21, 34, 35 ; 
around traps of wash-trays and sii:Jc, 
19 ; around traps of two basins, 19 ; 
around trap of water-closet and 
urinal, and also around trap of urinal 
and wash-basin, 19. 



Capillary attraction removing water 
from traps, 76. 

Carving-tables, how to fit up, iii. 

Cellar-floors, how to make impervious 
to air, 94. 

Cellar-floors, pollution of how to be 
removed, 84. 

Cement floors not impervious to air, 94. 

Cesspools, construction and management 
of. 99. 

Cesspools, disinfection of, 98. 

Cesspools, faulty plan of, 126. 

Cesspools, leaching, objectionable, 97. 

Cesspools, partitions in clog up, 126. 

Cesspools should be ventilated, 97. 

Cesspools used for privy-vaults, loi. 

Cesspools, will the contents of freeze, 106. 

Chimney-flue connected improperly with 
soil-pu>e, 29, 30, 37, 62, 125. 

Chimney-flue converted into a cesspool, 
30. 

Chimney-flue unreliable when used as a 
vent-pipe for plumbing systems, 37, 
62, 125. 

Circulation of hot-water boilers, below 
boiler and water-back level, 155 ; 
below floor level, 161. 

Circulation of hot water, causes of, 161, 
162, 168 to 170. 

Circulation of hot-water boilers, discus- 
sion of, 135 to 186. 

Circulation of hot-water boilers inter- 
rupted, causes and remedies, 158. 

Circulation of hot-water boilers, used in 
Montreal, 139, 140; used in the 
United States, 141, 144. 

Circulation-pipes, single, with several 
flow-pipes in the same system, 159. 

"Cistern plan" of boiler used in Mon- 
treal, 139. 

Cisterns for filtering rain-water, 122 to 

125. 
Cisterns, hush-pipes of, how to arrange to 

prevent syphonage, 114. 
Cisterns under houses, how to construct, 

104. 
Cisterns. See also tanks. 
City house, ground-water drainage of, 

46 to 48. 
Coils for water-coolers, construction of, 

107. 
Collapse of boilers, causes of, and how to 

prevent, 164, 165. 
Condensation in vent-pipes, 69. 
Connecting refrigerator waste-pipes with 

drains, 127, 128. 
Conical boilers, 143. 
Cook's, H. H., residence, plumbing, 

water-supply, boilers, etc., in, 204, 

210. 
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Copper hood over range- in residence of 
Cornelius Vanderbilt, 194. 

Copperas for cesspools, 98. 

Copley's, S. F.. filtering-cistern, 122 to 125 

Corrosion of tank-linings, 82, 87, loi. 

Corrosion of tank-linings, how to prevent, 
82, 87. 

Country house, ground-water drainage 
of, 45. 

Country house, plumbing blunders in, 

34* 35. 

Country house, plumbing specification 
for, 217 to 224. 

Couplings for two boilers acting together, 
152, 153. 

Couplings on horizontal boilers, 152, 153. 
, Coverings for water-pipes, 88. 

Cowls and hoods on soil-pipes objection- 
able on account of their freezing, 65. 

Croton bugs, how to get rid of, 98. 

Dangerous blunders in plumbing, illus- 
trated by typical examples, 17 to 38. 

Depth of trap-seals and the resistance to 
syphonage action, 67. 

Details of the construction of a house- 
tank, 102. 

Direct water-supply to water-closets, 
dangers of illustrated, 128 to 130. 

Disconnecting safe-wastes from soil-pipes, 
130 and 131. 

Disinfection of cesspools, 98. 

Dome-top boilers, 138. 

Double boilers, 145 to 148. 

Double boilers in residence of H. H. 

• Cook, 207, 209. 

Drainage and plumbing of an office build- 
ing defective, 119. 

Drainage of ground-water in a country 
house, 45 ; in a city house, 46. 

Drainage of houses. See house-drainage. 

Drainage of a Saratoga house, 41 to 45. 

Drains, broken, admit sewer-gas into 
cellars, 26. 

Drains, depth of below foundations to 
prevent dampness, 115. 

Drains, how to connect with refrigerator 
waste-pipes, 127, 128. 

Drains improperly arranged turn sewer- 
gas on to the furnace, 23, 24, 25. 

Drains of stoneware, specification for the 
la3dng of, 59 to 61, 

Drawing water from deep wells, 117. 

Duncan Building, hot-water supply boil- 
ers, etc., in, 199 to 201. 

Earthen drains. See stoneware drains. 
Elliot, W. G., describes foot-vents, 53. 
Exhaust-steam for heating boilers, 150. 
Expansion-pipes of boilers give out, 
cause of, 170, 171, 172. 



Expenses and losses of plumbers, 133. 
Explosions of water-backs, causes and 

prevention, 136, 137, 166. 
Explosions of water-backs, safety-cock to 

prevent, 167. 

Factory, number of water-closets re- 
quired in, 82. 

Faucet for cold water delivers hot water, 
how to prevent this, 80. 

Faucets, irregular flow of water from, 
78. 

Field's automatic syphon, theory of, 97. 

Filtering cistern, construction of, 122. 

Fire-boxes in the residence of W. K. 
Vanderbilt, 187. 

Fitting sheet-lead to a large tank, 108. 

Fixing basins to marble slabs, 120. 

Flats, boilers in, 150. 

Flues, heated, dangers of when used to 
ventilate plumbing-work, 29, 30, 37, 
62. 

Flushes, ** light," of no use, 114. 

Flush-tank, size of, for small hospital, 

lOI. 

Foot-vents, advantages versus disadvan- 
tages of, 48. 

Foot-vents, how to arrange, 57. 

Foot- vents needed to prevent broking of 
seals of traps, 31. 

Foot-vents, typical locations of in cities, 
50 to 53, 53 to 57. 

Freezing of contents of cesspools, 106. 

Freezing of water-backs, 136, 137. 

Fresh-air inlets. See air-inlets and foot- 
vents. 

Furnaces derive their air-supply from the 
public sewer, 23, 24, 25. 

Galvanized-iron pipe, is it dangerous 

with soft waters, 112, 114. 
Galvanized sheet-iron not proper for soil- 



pipes, 85. 
;-Dur 



Gas-burners, position of for ventilating 

flues, 90, 91. 
Gas-engines, automatic shut-off for, 86. 
Gas-globes, to what extent do they absorb 

light, 118. 
Ground-water drainage of a country house, 

45 ; of a city house, 46, 48. 

Hand-hole openings in floors to give 

access to traps, 205. 
Heated flues unreliable when used as 

ventilating pipes for plumbing, 29, 

30, 37, 62, 125. 
Heaters for use with one water-back and 

two boilers, 183. 
Heating a bathing-pool, 84. 
Heating a room from a water-back, 163. 
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Uis:h buildings, tanks for, Z2i. 
Hospital, size of flush-tank required by, 

lOI. 

Hood over range in residence of Corne- 
lius Vanderbilt, 194; over range in 
residence of Henry G. Marquand, 
197 ; over range in residence of H. 
H. Cook, 209, 2 TO. 

Hoods and cowls on soil-pipes objection- 
able on account of their freezing, 65. 

Hooper, L. M., describes arrangements of 
foot-vents, 50. 

Horizontal-boilers in the residence of W. 
K. Vanderbilt, 187 to 189 ; in the 
residence of Cornelius Vanderbilt, 
191 to 194 ; in the residence of Sid- 
ney Webster. 202, 203. 

Horizontal boilers, plan of used in Boston, 
185, 186. 

Horizontal boilers, setting of, 151, 152. 

Hot-air engine. See gas-engine. 

Hot-water circulation in buildings, que- 
ries, apparatus, etc., 135 to 186. 

Hot-water circulations when pipes pass 
below the floor level, 161, ct. 155. 

Hot water flowing irregularly, cause of, 
78, 80. 

Hot water flowing from cold faucet, 
cause and cure of, 80. 

Hot-water pipes, should stop-cocks be 
placed on, 77. 

Hot-water pipes, causes of wearing out 
of, 151, 169, and 170. 

Hot-water pipes, flow and return, taken 
below floor level, ibi. 

Hot-water supply as arranged in various 
buildings, 187 to 215. 

Hot-water supply in residence of W. K. 
Vanderbilt, 187 to 191 ; in the resi- 
dence of Cornelius Vanderbilt, 191* 
to 194 ; in the residence of Henry G. 
Marquand, 194 to 197 ; in the resi- 
dence of A. J. White, 197 to 199 ; in 
an office building, 199 to 201, in 
the residence of Sidney Webster, 202 
to 204; in the residence of H. H. 
Cook, 207, 208, 209. 

Hotels, boilers in, 150. 

House-drainage, discussion of features 
of, 39 to 72. 

House-drainage, requirements of, 39. 

House-tanks, details of construction of, 
102. 

How to construct a sunken reservoir to 
hold 2,000 gallons, 89. 

How to run pipes between boiler and 
water-back for a summer-kitchen, 160. 

Hughes, J. W., describes the boiler used 
in Montreal, 139, 140. 

Hush-pipes in cisterns, how to arrange, 114 



Hydraulic-ram, why it would not'woA^ 
92. 

lex should never be stored under a dwell- 
ing, 70. 

Ignorant way of dealing with a kitchen 
boiler, 156, 157. 

Intermediate tanks for high buildings^. 
121. 

Irregular flow of water from hot and cold 
faucets, 78, 80. 

Joints between lead and cast-iron pipes 

recklessly made, 33. 
Joints, rust, how made, 88. 

Kind of men who do not like the Sani^ 
tat^ Engineer^ 131. 132. 

Kirkbndge, Dr., adopts a system of venti- 
lating plumbing by heated flues, 62. 

Kitchen and hot-water supply in the resi- 
dence of Mr. W. K. Vanderbilt, 187 
to 191 ; in the residence of Cornelius 
Vanderbilt, 191 to 194 ; in the resi- 
dence of Henry G. Marquand, 195 
to 197; in the residence of A. J. 
White, 197 to 199 ; in the residence 
of Sidnw Webster, 202 to 204 ; itt. 
the residence of H. H. Cook, 207, 
208, 209. 

Kitchen-boilers, forms of, in use in Eng- 
land and America, 135 to 153. 

Kitchen-boilers. See further under boiler?. 

Lafayette Place Russian and Turkish 

baths, 210 to 215. 
Leaching cesspools objectionable, 97. 
Lead limngs, fitting to tanks, 108 to no. 
Lead lining of tanks, corrosion of, loi. 
Lead lining of tanks, how to protect, 82,. 

105. 
Lead vent or expansion pipes giving out, 

cause of, 170, 171, 172. 
Light absorbed by gas-globes, 118. 
Lightning, is it likely to strike soil-pipe£, 

106. 
Linings of tanks, how to prevent corrosion 

of, 82, 105. 

Manchester Steam Users' Association 
on the bursting of water-b^cks (boil- 
ers), 138: 

Marble slabs, how to fix basins to, 120. 

Marble slabs, stains on, 105. 

Marquand's, Henry G., residence, boilers, 
etc., in, 195 to 197. 

Marquand's, Henry G., residence, safe- 
wastes in, 131. 

Materials for water-pipes, no. 

Meeker's, James, plan for a horizontal 
boiler, 185, 180. 



Digitized by 



Google 



INDEX. 



241 



Men who do not like the Sanitaty Engi- 

udtr, 131, 132. 
Meters in the residence of H. H. Cook, 

205, 206. 
Miscellaneous queries, apparatus, etc., 

73 to 134. 
Montreal, Can., style of boiler used in, 

i39» 140. 

Needle-baths, 214, 215. 

New method of heating two boilers from 
one water-back by the use of an aux- 
iliary heater, 183. 

New England boiler arrangements, 149, 
150. 

New York Trade-Schools, admission to, 78. 

Nichols, Prof. W. R., discusses the use 
of galvanized-iron water-pipe, 112 to 
114. 

Noise in boilers, 136. 

Non-explosive water-backs wanted, 167. 

Number of water-closets required in a 
factory, 82. 

Office building, plumbing defective in, 
119. 

Office building, hot-water supply of, 199 
to 201. 

Outlets of water-closets, size of, 93. 

Overflow-pipes from tanks should not be 
connected directly with soil-pipes, 
I30« 

Overflow-pipes improperly placed invali- 
date traps, 22. 

Overflow-pipes, when foul, cause bad 
smells, 95, 96. 

Paint for tank-linings, 87. 
Pantry-sink slabs, material for, 99, 100. 
Pasco & Palmer's automatic shut-off for 

gas pumping-engines, 86. 
Pipe-coils might lessen liability of range 

explosions, 167. 
Pipe 01 galvanized-iron, should it be used 

with soft waters, 112 to 114. 
Piping about the boilers in the residence 

of W. K. Vanderbilt, 189 ; in the 

residence of Cornelius Vanderbilt, 

193 ; in the residence of Henry G. 

Marquand, 195 ; in the Duncan office 

building, 201 ; in the residence of 

Sidney Webster, 202 ; in the residence 

of H. H. Cook, 205, 208. 
Plan of cesspool, faulty, 126. 
Plans are needed in doing plumbing-work, 

38. 
Plate-closet in residence of H. H. Cook, 

210. 
Pennsylvania prison, plumbing is arranged 

on faulty principle, 62. 



Philadelphia, Pa., back-log boilers in, 
138. 14X. 

Plumbers' expenses and losses, 133. 

Plumbers' profits, what are reasonable, 
133, 135. 

Plumbing and water-supply in the resi- 
dence of H. H. Cook, 204 to 210. 

Plumbing blunders, dangerous, typical 
cases of, 17 to 38. 

Plumbing blunders in a country residence, 
34, 35. 

Plumbing, general requirements of stated, 

39. 

Plumbing of an office building defective, 
119. 

Plumbing of a Pennsylvania prison ar- 
ranged on faulty principles, 62. 

Plumbing of a Saratoga house, 41 to 45. 

Plumbing specification for an isolated 
country house, 217 to 224. 

Plumbing should be done on carefully 
prepared plans, 38. 

Pollution of cellar-floor, how remedied, 84. 

Pollution of wells, test for, 100. 

Portable ranges for boilers, 156. 

Princeton College drains, specification 
for, 59 to 61. 

Privy-vaults, cesspool used for, loi. 

Profits of plumbers, what are reasonable, 

I33» 134. 
Pumping air from water-closets into tear 
kettles, 128, 129. 

Raht, E. £. , puts an intermediate tank 
in high buildings, 121. 

Rain-leaders, how to connect with soil- 
pipes and drains, 115. 

Rain-leaders improperly connected with 
drains, 26, 27. 

Rain-water cistern-filter, 122 to 125. 

Rand system of ventilating plumbing 
discussed, 62. 

Ranges in residence of W. K. Vander- 
bilt, 187 to 191 ; in residence of Cor- 
nelius Vanderbilt, 191, 192. 

Ranges, single, with two boilers, 153, 178 
to 182. 

Ranges, two, with single boiler, 153, 154, 
173 to 177. 

Ranges, three or more, with single boiler, 

177. 

Reasonable plumbers' profits, 133, 134. 

Receivers of water-closets, when improp- 
erly ventilated, may aidmit sewer-gas, 
27 and 28, 30 and 31. 

Reckless botching, 32. 

Refrigerator waste-pjipes, how to be con- 
nected with drains, 127, 128. 

Reservoir to hold 2,000 gallons, how to 
construct, 89. 
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Residences of W. K. Vanderbilt, of Cor- 
nelius Vanderbilt, of H. G. Mar- 
quand, etc., etc. See Vanderbilt, W. 
K. ; Vanderbilt, Cornelius ; Mar- 
quand, Henry G., etc., etc. 

Return circulations below level of boilers 
and water-backs, 155, cf. 161. 

Return circulation omitted by mistake, 
156. 157. 

Return circulation taken into hot-water 
pipe, 158. 

Return-pipe, single, with several flow- 
pipes on the same system, 159. 

Reverse attachments for boilers, 148, 149. 

Russian and Turkish baths, construction 
of, 210 to 215. 

Rust in a suction-pipe, how to prevent, 

85. 
Rust joints, how made, 88. 

Safe-wastes, methods of disconnecting 

from soil-pipes, 130, 131. 
Safe-wastes from water-closet become 

passageways for foul matters, 23 ; 
* become inlets for sewer-gas, 23. 
Safety-valves, operation of, 163. 
Saniiaty Engineer^ The^ not liked by 

certain kinds of men, 131, 132. 
Saratoga house, drainage and plumbing, 

plans of, 41 to 45. 
Sediment-pipes of boilers, should they be 

connected with waste-pipes, 158. 
Self-acting water-closets, how arranged, 

116. 
Separate water-backs in residence of 

Henry G, Marquand, 197. 
Setting horizontal boilers, 151, 152. 
Several flow-pipes and one return in the 

same system, 159. 
Shut-ofif for automatic gas-engine (hot- 
air engine), 86. 
Sinks for pantries. See pantry-sinks. 
Size of bath and basin waste-pipes, 83. 
Size of flush-tank for hospital, loi. 
Size of soil-pipes in an ordinary house, 

89. 
Size of water-pipes, 88, 125. 
Slabs for pantry-sinks, should they be of 

wood or marble, 99, 100. 
Smell of well-water, cause of, 118. 
Soil-pipes, are they likely to be* struck by 

lightning, 106. 
Soil-pipes, galvanized sheet-iron should 

not be used for, 85. 
Soil-pipes should not be connected 

directly with tank overflows, 130. 
Soil-pipe, size of, in an ordinary house, 89. 
Soil-pipes, should they be ventilated 

through the roof or into a heated 

flue, 69. 



Soil-pipe terminals, danger of freezing 
unless they are wimout hoods or 
cowls, 65. 

Soil-pipe vents, opening into water-closet 
room, 25 ; opening into chimney- 
flue, 29, 30, 37, 125. 

Specification for laying stoneware-drains, 
.50 to 6i. 

Specification for the plimibing of an iso- 
lated country house, 217 to 224. 

Stains on marble slabs, 105. 

Steam carving-tables, how to fit up, iii. 

Stoneware drains, how to secure tightness 
of, 64. 

Stoneware drains, specification for laying, 
59 to 61. 

Stop-cocks on hot-water pipes, are they 
safe, 77. 

Sub-surface disposal of bath and basin 
waste-water, 81. 

Suction-pipes, how to prevent the forma- 
tion of rust in, 85. 

Summer-kitchens, how to arrange boilers 
and water-backs for, 153, 160. 

Sunken reservoir to hold 2,000 gallons, 
how to construct, 89. 

Sweating of tanks, cause of, 105. 

Syphon, Field's, theory of, 97, 98. 

Syphoning water through the bottom 
supply of a bath, 73 to 75. 

Tables for carving, how to fit up, 11 1. 

Tsmks, fitting sheet-lead to, 108 to no. 

Tanks for a house, details of the con- 
struction of, 102. 

Tanks for high buildings, 121. 

Tanks, lining of, corrosion of, loi. 

Tanks, lining of, how to prevent corro- 
sion of, 82, 87, 105. 

Tanks, lining of, paint for, 87. 

Tanks, location of to give good dis- 
charge at faucet, 115. 

Tank-ovorflows should not be connected 
directly with soil-pipes, 130. 

Tanks, sweating, cause of, 105. 

Tar-coated water-pipe, does it affect 
taste of water, 83. 

Tenement-house plumbing, examples of 
bad, 29. 

Terra-cotta pipe, will it affect drinking- 
water, 105. 

Terry, Stephen, describes his experience 
with the syphoning of water through 
the1)ath-supply, 73 and 74, 75. 

Tests for pollution of wells, 100. 

Tightness of stoneware drains, how se- 
cured, 64. 

Tile drains. See stoneware drains. 

Trade-schools in New York, terms of 
admission to, 78. 
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Traps, hand-hole opening in the resi- 
dence of H. H. Cook, 204, 205. 

Traps, dangers from omission of and re- 
liance on heated flues, 62. 

Traps, how to protect from syphonage 
when soil-pipe is used as rain-leader, 
68. 

Traps, inlets and outlets of and their 
relation to each other, 67. 

Traps, multiplication of produces air- 
binding, 34. 

Traps of basins rendered of no use by 
improper overflow connections, 22, 36 

Traps of wash-trays made of no use by 
improper connection of waste-pipe, 28 

Traps of water-closets improperly con- 
nected with waste-pipes from other 
fixtures, 21, 66. 

Trap-seals broken for want of foot- 
vents, 32. 

Trap-seals, depth of and syphonage ac- 
tion, 67. 

Trap-seals disturbed by the wind, 117. 

Trap-seals lost on account of capillary 
attraction, 76. 

Traps, two to one water-closet objec- 
tionable, 94. 

Traps, vent-pipes, and by-passes, 17 to 21, 
34. 63. 

Trap vent-pipes, how to prevent con- 
densation from stopping, 69. 

Trap vent-pipes, sizes of, 68. 

Trap vent-pipes, wrongly connected inside 
the seal, 119. 

Traps, why they should be ventilated, 70 
to 72. 

Tucker's, John, auxiliary heater for use 
when two boilers are connected with 
a single water-back, 183. 

Tucker's, John, boiler in the Duncan 
building, 201. 

Turkish and Russian baths, construction 
of, 210 to 215. 

Two boilers connected with a single 
range, 178 to 182. 

Two ranges connected with a single 
boUer, 153, I54, I73 to 177. 

Vacuum-valves on boilers not reliable, 

87, 151. 

Vacuum-valves, operation of, 163. 

Valve-supply to water-closets, dangers of, 
128, 129. 

Vanderbilt's, W. K., residence, boilers, 
etc., in, 187 to 191. 

Vanderbilt's, Cornelius, residence, boil- 
ers, etc., in, 191 to 194. 

Vanderbilt's, W. H., residence, safe- 
wastes in, 132. 

Ventilating-flues, gas-jets for, 90, 91. 



Ventilation of cesspools necessary, 97. 
Ventilation of traps, why it is necessary, 

70 to 72. 
Ventilating plumbing by hot flues, dan- 
gers of illustrated, 29, 30, 37, 125. 
Vent-pipes, accidental discharge from 

fixtures into, and how to dectect it, 

70. 
Vent-pipes, combination of several into 

one, 95. 
Vent-pipes from traps, sizes of, 68. 
Vent-pipes not to be run into heated 

flues, 29, 30, 37, 125. 
Vent-pipes from traps, when added to old 

work may produce by-passes, 17 to 

21. 
Vent-pipes from water-closets serve as 

inlets for sewer-gas, 22, 25, 27, 28. 
Vent-pipes, how to prevent condensation 

from the stopping of them, 69. 

Wash-trays, waste-pipe of so connected 

with trap as to admit sewer-gas, 

28. 
Waste-pipes of baths and basins, what 

should the size be, 83. 
Waste-pipes of refrigerators, how to con- 
nect with drains, 127, 128. 
Waste water from baths and basins, can 

it be safely run into a cesspool, 81. 
Water, is the taste of, affected by tar- 
coated pipe, 83. 
Water, why it is milky when first drawn, 

no. 
Water-backs, bursting of, the causes and 

prevention, 136, 137, 138, 166. 
Water-backs arranged to heat a room, 

163. 
Water-backs, explosions of, causes and 

prevention, 136, 137, 138, 166. 
Water-backs, explosions of, safety-cock 

to prevent, 166. 
Water-backs in residence of Henry G. 

Marquand, 197 ; in residence of A. 

J. White, 197, 198. 
Water-back, one arranged to heat two 

boilers with the aid of an auxiliary 

heater, 183. * 

Water-backs, non-explosive, wanted, 167. 
Water-backs with horizontal boilers in the 

residence of Sidney Webster, 202, 

203. 
Water-closets, dangers of connecting 

directly with water-supply, 128 to 

130. 
Water-closets, number of, required in a 

factory, 82. 
Water-closet receiver vent-pipes admit 

sewer-gas, 27, 28. 
Water-closets, size of outlets of, 93. 
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Water-closets, safe-wastes of become pas- 
sag^eways for foul matters, 23 ; be- 
come inlets for sewer-gas, 23. 

Water-closets, self-acting, how arranged, 
116. 

Water-closet traps improperly connected 
with waste-pipes from other fixtures, 
21, 66, 95. 

Water-closet traps, two of them for one 
closet objectionable, 94. 

Water-closet, ventilating openings take 
sewer -gas from soil-pipe, 25, 
27. 

Water-closets, ventilating openings in 
casings of admit sewer-gas, 22 ; 
ventilating openings in receivers ad- 
mit sewer-gas, 27, 28, 31, 33. 

Water-closet ventilation. 115. 

Water-cooler, cause of bad taste of water 
in, 107. 

Water-hammer, how to prevent, 92. 



Water-meters in the residence of H. H. 

Cook, 205, 206. 
Water-pipes in the Duncan building, 199. 
Water-pipes, air in, 93. 
Water-pipes, coverings for, 88. 
Water-pipes in a house, proper size of, 88, 

125. 
Water-pipes, materials for, no. 
Water-supply from hot and cold faucets 

irregular. 78, 80. 
Water-supply of high buildings, how ar- 

ranfi;cd, 121. 
Wells, deep, drawing water from, 117. 
Wells, tests for pollution of, 100. 
Wells, cause of smell of water of, 118. 
White's, A. J., residence, boilers, etc., in, 

197 to 199. 
Why water is milky when first drawn, no* 
Wind disturbing seals of traps, 117. 
Wiped-joints, burnishing, 77. 
Wrought-iron boilers, 142. 



APPENDIX. 



Plumbing law of New York City and 

Brooklyn, 225. 
Plumbing regulations of Boston, Mass,, 

235. 



Plumbing regulations of Brooklyn, N. Y^ 

231. 
Plumbing r^;ulations of New York City 

226. 
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The Sanitary Engineer, 



DEVOTED TO 



Engineering, Architecture, Construction, and 

Sanitation. 

A WEEKLY JOURNAL FOR THE 

ARCHITECT, ENGINEER, MECHANIC, AND 
MUNICIPAL OFFICER. 



Published every Thursday, 



** A \axfst and flourishing weekly journal, covering the whole field of Sanitary Science and recog- 
nized as a leading authority upon the subject."— T'A/ Nation. 

" It is gratifying to see that^the public^ as well as specialists, are enough interested in Sanitary mat- 
ters to give substantial support to a periodical ably endeavoring to impart much needed and vital in- 
struction."— JV. K. Time*, 

** Thb Sanitary Enginber shows an excellent appreciation of what may be done in the field of 
Sanitary Engineering, and a practical ability for doing it."— J\r. K. Tribune, 

** The recognized American authority on all departments of Sanitary Engineering." — Cincinnat 
Ganttte, 

" It has done an excellent work in disseminating the most intelligent opinions on Sanitation."— 
Springfield Republican, 

** Thb Sanitary Enginber is one of the very best publications of its kind in this or any other 
country, and may be regarded as the representative paper devoted to architecture and engineering." — 
Boston Herald, 

" The Sanitary Engineer is, beyond question, the ablest publication of its class in tnis country. 
The papers prepared for it are from the pens of the ablest experts, and treat of specialities the discus- 
sion of which is essential to an intelligent comprehension of sanitary growth and progress."— Jlf(fmi>Ai> 
Ajpeal. 

** The leading journal of the kind published in the United States."— 7V^ Times, 

" The best journal of its class in this coyxoXxy^^— Bridgeport Standard, 

** Standard authority on matters pertaining to its specialty."—^ m. Machinist, 

** It is a journal with a mission— that of raising the low standard of Sanitarv Engineering which 
exists in the United States. Its large editorial staff includes the names of some of the best known 'and 
most practical writers in America on health subjects, and no pains or expense are spared in making the 
fMtper useful to the fullest extent." — Engineertngy London, 

" It would be impossible to point out a publication in which the department of public sanitation 
receives greater or more careful attention than in the journal of which we have received the fifth and 
aijtth volumes. Whatever fault may be found on this side of the Atlantic with the newspaper press of 
America, it is an undoubted fact that that portion of the periodical literature of the United States 
which is devoted to science, occupies a most distinguished place amongst the scientific press of the 
globe. The Sanitary Engineer stands high in this respect. In its pages the various subjects relat- 
ing to public health — drainage, water supply, ventilation, heating ana lightin([ — are most conscien- 
tiously attended to, shortcomings and abuses being fearlessly exposed, and care being taken to have all 
expressed opinions upon technical matters prepared^or revised by specialists.— /fv», London, 

Sold by Newsdealers t lo cents a copy. 

Subscription^ $4,00 per annum, post-paid in United States and Canada, 
Great Britain^ so shillings. 



No. X40 William Strbbt, New York. 
9» and 93 Flbbt St., London. 
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THE PRINCIPLES 



OF 



VENTILA TION AND HEA TING 



THEIR PRACTICAL APPLICATION. 



By 



JOHN S. BILLINGS, M. D., LL.D.. (Edinb.), 
Surgeon U. S. Army, 

PROFUSELY ILLUSTRATED. 



This interesting and valuable series of 
papers, originally published in The Sani- 
tary Engineer, have been re-arranged 
and re-written, with the addition c£ new 
matter. 

The volume is published in response to 
the general demand that these important 
papers should be issued in a more con- 
venient and permanent form, and also 
because almost all the reliable literature 
on this subject has been furnished by 
English Authors, and written with refer- 
ence to the climate of England, which is 
more uniform and has a higher proportion 
of moisture. The need of a book based, 
upon the conditions of the American cli- 
mate is therefore apparent. 

The following will indicate the charac- 
ter of the subject-matter : 

Expense of Ventilafion — Difiference Be- 
tween ** Perfect " and Ordmary Ventila- 
tion — Relations of Carbonic Acid to the 
Subject — Methods of Testing Ventilation. 

Heat, and some of the Laws which 
govern its Production and Communication 
— Movements of Heated Air — Movements 
of Air in Flues — Shapes and Sizes of 
Flues and Chimney. 

Amount of Air-Supply Required — 
Cubic Space. 

Methods of Heating: Stoves, Furnaces, 
Fire-Places, Steam, and Hot-water. 

Scheduling for Ventilation Plans- 
Position of Flues and Registers — Means 



of Removing Dust— Moisture, and Plans 
for Supplying It. 

Patent Systems of Ventilation and 
Heating — The Ruttan System — Fire- 
Places — Stoves. 

Chimney-Caps — ^Ventilators — Cowls — 
S]rphons — Forms of Inlets. 

Ventilation of Halls of Audience — 
Fifth Avenue Presbyterian Church — The 
Houses of Parliament — The Hall of the 
House of Representatives. 

Theatres — The Grand Opera-House at 
Vienna — The Opera-House at Frankfort- 
on-the-Main — The Metropolitan Opera- 
House, New York — The Madison Square 
Theatre, New York — The. Criterion 
Theatre, London — The Academy of 
Music, Baltimore. 

Schools. 

Ventilation of Hospitals — St. Peters- 
burgh Hospital — Hospitals for Conta- 
nous Diseases — The Barnes Hospital — 
The New York Hospital— The Johns 
Hopkins Hospital. 

Forced Ventilation — Aspirating-Shafts 
^-Gas-Jets — Steam Heat for Aspiration — 
Prof. Trowbridge's Formulae — Application 
in the Library Building of Columbia Col- 
lege — ^Ventilating-Fans — Mixing-Valves. 

The book is free from unnecessary 
technicalities and is not burdened wim 
scientific formulae. 

It is invaluable to Architects, Physi- 
cians, Builders, Plumbers, and those who 
contemplate building or remodeling their 
houses. 



SOLD EY ALL BOOKSELLERS. 
Large 8vo, Handsomely Bound in Cloth, Price $3,00^ Postage Paid, 

Address, Book Department, 

THE SANITARY ENGINEER. 140 William St., New York. 



Obtainable at London Office, 9a and 93 Fleet Street, for 15 Shillings* 
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ESTABLISHED i8a8. 



The J. L. Mott Iron Works, 

88 & 90 Beekman Street^ New York, 

BRANCH STORES: 
14s <5r» 14J Westjs^k Stfeet, New York, ^07 6^ j^ Wabash Avenue, Chicago^ III, 



WE MANUFACTURE AND IMPORT 

WATER-CLOSETS AND WATER-CLOSET APPARATUS, 

(Suitable for use in all styles of public and private buildings,) including 
Demarest's Valve, Cistern, and Hopper Water-Closets, 

Imported All-Porcelain Water-Closets, 
Fine Plain and Decorated Sanitary Ware of all kinds, 

Folding Urinals, All-Porcelain, 
Folding Urinals and Wash-Stands, Porcelain-Lined, 

" Imperial " Porcelain Baths, Wash-Tubs, and Sinks, 
MoTT*s Porcelain-Lined Baths, 

Demarest's Water-Closet Cisterns, 
Privy-Sinks, Urinals, Latrines, 

Public Urinals for Depots, Hotels, Streets, and Parks, 

Demarest's Kitchen-Sinks, 
Soil-Pipe and Fittings, Plain, Tar-Coated, and Enameled, 

Sectional Water-Tanks, 
Leader-Pipes, Ash-Chutes, and all other Cast-Iron Sanitary Goods. 

Sanitary Earthenware, manufactured specially and 
exclusively for us by John Dimmock & Co. and 

Brown, Westhead, Moore & Co., Staffordshire, England. 



The above goods are fully illustrated in our Plumbing 
Catalogue ^1881, and in Catalogues **Z?" and ''EJ' copies 
of which will be furnished on application. 
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WATER-WASTE PREVENTION: 

Its Importance and the Evils Due to its Neglect. 

With an acootint of the Methods adofyted in varionB Cities in Great Britain and the United States. 

By HENRY C. MEYER, Editor of Thb Sanitaky Enginbxr. 

With an Appendix. 

ErniAcr fkom Pibfacb. 

During the summer of zBSs the Editor of Tkb Samttary Engxnsbr carefnlly investigated tihe 
methods employed in varioos cities in Great Britain for curtailing the waste of water without subjecting 
the respective communities to either inconvenience or a limited allowance. The results of this investigiir- 
tion appeared in a series of articles entitled ** New York's Water-Snpply," the purpose being to prrsent 
to the readers of Thb Sanitary Emginbbr such facts as would sUmulate public sentunent in support 
of the enforcement of measures tending to prevent the excessive waste. of water so prevalent in 
American cities, and especially the city of New York, which was then suffering from a short supply 
Numerous requests for information, together with the recent popular agitation in connection with a 
proposition to mcrease the powers of the Water Department of New York City with a view to enabli&g 
it to restrict the waste of water, have suggested the desirability of reprinting these articles in a more 
convenient and accessible form, with data giving the resultt of efforts in this direction in Americttl 
cities since the articles fii^t appeared, so far as they have come to the author's notice 

Tablb op Contbmts : 



CHAPTER I.— CoNDmoN OF Nbw York's 
Watbr-Supply.— Mr. Thomas Hawkiley on 
Advantages of Waste-Prevention ; Conoition 
of Water^upply in England Thirty Years 
Ago ; Means Adopted to Prevent Waste in 
Great Briuin; Norwich the First City m Eng- 
land to Adopt Measures iA Prevention ; Loo- 
don : the Practice There. 

CHAPTER II.— Glasgow.— District Meters 
Tried as an Experiment ; Results of Experi- 
ments; Prevalence of Defective Fitttngs; 
Testing and Stamping of Fittings; Rules 
Govemmg Plumbers* Work. 

CHAPTER III.— Manchbstbr.— History of 
Waste-Prevention Measures; Methods of 
House-to-House Inspection ; Duties Tof In- 
n>ectorB ; Methods ol Testmg and Stamping 
Fittings. 

CHAPTER IV.— LiVBRPOOL. — Change from 
Intermittent to Constant Supply ; Method of 
Ascertaining Locality of Waste by Use of 
District Meters ; Method of House Inspec- 
tion 2 Method of Testing Fittings. 

CHAPTkR v.— PrOVIOBNCB and CiNaNNATI. 

— Review of Measures to Prevent Water- 
Waste in the United States prior to 2882; 
Providence, R. I.: Resultofollowinff!the Gen- 
eral Use of Meters ; Cincinnati: Methods of 
House Inspection with the Aid of the Water- 
phone ; Results Attained. 



CHAPTER VI.— Nbw York.— Measures Ado^ 

ed by the Department of Public Works pnor 

to zSBa. 
CHAPTER VII.— Gbnbral Conclusions.- 

Points to be considered in Adopting Measures 

for Large Cities. 
APPENDIX.— Points suggbstbo in thb Con- 

SIDBRATION OF VARIOUS MBTKODS.— Watcr- 

Waste Prevention in Boston in 1883 and 2884 ; 
Results Attained ; Waste-Prevention in New 
Vork Ci^; Liverpool Corporation Water- 
Works Regulatioos: Glasgow Corporation 
Water- Works Regulations; Description of 
Standard Fittings; Penalties for Violations ; 
Cistern vs. Valve-Supply to Water-Closets 
in New York City; New York Board of 
Health Regulations concerning Water-Sup- 
plv toWaterudosets; Letters from Water- 
Works Authorities sustaining the action of 
the New York Board of Health in Requinng 
Cistern-Supply to Water^loseu; Extracts 
from Report of Boston City Engineer on 
Wasteful Water-Closets; Proposed Wateiw 
Rates on Water-Closets in New York iReso- 
lutionsof the New York Board of Health 
endorsinflr the proposed WatetuRates for 
WatCT-CTosets; Excerpts from Articles ex- 
plaining Methodsof Amuiging Water-Supply 
to Water-Oosets to secure the Minimum 
Water-Rate in New York (with iUnstxBtioos)* 



Large Svo. Bound in Clothe $ i.oo. 

%* Sent post paid on receipt of price. Address, 

Book Dbpartment, The Sanitary Engineer, 
140 IVilliam Street, New York, 
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PANCOAST & ROGERS, 

Gbnbral Agents for 

READING IRON WORKS, 

PIG-IRON, WROUGHT-IRON PIPE, BOILER-TUBES, ARTESIAN AND OIL WELL 
TUBING, CASING, LINE-PIPE, Etc. 

CHapman Valve Mfg. Co., 

STRAIGHT-WAY VALVES AND HYDRANTS. 

Manufacturer's Agents for 

CAST-IRON WATER and GAS PIPE, SPECIAL CASTINGS, Etc. 
Water and Gas Works Supplies of every description 

Estimates of cost given on application, for Stand-Pipes for Water-Works, 
Boilers, and other Wrought-Iron Work. Sugar Mills, Etc. 

Special attention is called to our Asphalt-Coated Wrought-Iron Pipe 
TOR Water Service. 



Office and Warehouse : 

28 Piatt Street and 1 5 Gold Street, New York. 

aORTON'S 

House-Heating 

Steam-Generator. 



The best and most economical self-feeding, base-burning, wrought-iron boiler 
now on the market. It is first-class in its construction, perfectly safe in use, generates 
steam quickly and rapidly ; is compact, taking small floor-space, reqtdring no brick- 
Work in setting ; economical in the use of fuel and costing much less than any other 
-wrooght-ircm boiler of like capacity now in use. 

GORTON BOILER MANUFACTURING CO., 

110 Centre Street, New York. 

Send for Illustrated Catalogue, showing various designs, with prices. 
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' "^A merican Sanitary Engineering. 

Ey EDWARD S. PHILBRICK, C. E. 

Fully Illustrated with thifty-two Figures and Plans of ^ewers and Sewer-Appliantes^ 
Ventilating and House-Draining Apparatus^ etc^ 

American Sanitary Engineering, by EdwardjS. Philbrick, C. E., is written 
by a gentleman of great experience in planning sanitary works, and is especially 
adapted to the difficmties met with in constructing such works in climates of greatly 
varying temperatures. It contains a very careful summary, in brief compass, of the 
principles of city, suburban, and household saniution. The subject of which it 
treats is generally recognized to be of steadily growing interest and importance, not 
only to the architect, engineer, and builder, but tdso to the general reader and house- 
holder, who has a vital concern in understanding the principles which secure health in 
his home. In this book has been presented for the first time in this country a resum^ 
of the entire subject in a clear and convenient form for professional and non-profes- 
sional men. Its value was promptly recognized and testified to by the public press, 
some of the notices of which we quote : 

OPINIONS OF THE PRESS. 



The g^at interests of health and life, the dan- 
gers which threaten both, and the means of pre- 
servinsr the one and prolonging the other, are 
treated in these lectures in a manner to attract 
pubhc attention. There are no subjects of house- 
hold or municipal economy more pressing or im- 
portant than the ventilation and drainage of 
nouses, the construction and ventilation of sewers, 
the drainage of towns, and other provisions for 
the sanitary interests of crowded cities and 
villages ; and Mr. Philbrick's experience as an 
engineer and an expert on many of these ques- 
tions especially qualifies him to treat them 
intelligentlv. Every householder and every 
builder will find in this volume suggestions of 
great vtXvA.^ Botton Daily Advertuer, 

A dozen lectures covering in a peculiarly sug- 
gestive and practical manner tne subjects of 
ventilation, house and town drainage, sewerage, 
and the like. The matter is presented in a iiray 
well calculated to command attention from home- 
makers as well as house-builders and sanitary 
engineers. The methods and appliances recom- 
mended have been chosen for their fitness to meet 
the conditions of our climate, our modes of life, 
and more obvious sanitary niteAs,^SeieMtt/!c 
Affterican. 

A useful contribution to the common-sense lit- 
erature of the day, and one which largely con- 
cerns the dwellers in our great muniapalities. 
which are freauently managed on the reverse of 
sanitary prinaples.— 7%« Evening Mail, 

The Sanitary Bng^ineer has lust issued a little 
volume on the subject that will no doubt prove 
of interest to the people of all our large cities. It 
is a compilation of twelve lectures delivered be- 
fore the School of Industrial Science at the 
Massachusetts Institute of Technology in 1880, 
and contains many valuable hints that builders 
would do well to take advantage ot^New York 
Herald, 

Bound in clothe $2,00. Postage paid,. 



This book consists of a series of leetnres deliv- 
ered at the Massachusetts Institute of Technol- 
ogy, in Boston. We are glad that the interest 
they awakened has led to their present publica- 
tion in connected form. Not merely sanitary 
engineers, but all householders and dwellers in 
houses who are concerned with the vital questions 
of ventilation and sewerage, will welcome this 
suggestive and instructive volume. Men do not 
wish to be left at the mercy of builders and 
plumbers ; yet too often thev are helpless victims, 
Decause they do not know where to go for com- 
petent and disinterested opinions concerning 
rival methods and devices. The literature of the 
subject consists lanrely in pulh of patent con- 
trivances, proceedinji: from their inventors or 
vendors. Mr. Philbnck's opinions are free from 
this ground of suspicion, and are, moreover, based 
upon the condition of American society, which 
is not always the case with those of foreign 
^.yii}bat%,^Engin*ering and Mining J nmoL 

The Lectures on American Sanitary Enf^» 
neering^ recently delivered by Edward S. Phil- 
brick before the School of Industrial Science at 
the Masaachusetts Institute of Technology, and 
printed in part in the Sanitary Engineer koA. 
the American Architect^ have been published in 
a slim octavo volume from the office of the 
Sanitary Engineer^ New York, with thirty illus- 
trataons. These lectures furnish the reader, pro- 
fessionflJ or unprofessional, with a very thorough 
and intelligent discussion of a very important 
sub ject.— A^ftftf » Journal, 

The ventilation of buildings, the drainage of 
towns, and systems of sewersge receive much 
careful and thoughtful attention. Contains 
much valuable information, and should be in the 
hands of every householder. ~yl««#rrVa«i J/«- 
chiniet. 



THE SANITARY ENGINEER, 

140 William Street, 
Obtainable at London Office; 92 and 93 Fleet Street, for \os. New York.. 
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The Universal Float-Valve. 

THE MOST PERFECT VALVE 
EVER DEVISED FOR FLUSHING HOPPERS and WASH-OUT CLOSETS. 



Possessing the following advantages over any other valve yet invented — viz. • 

I its simple and durable ^ having no parts 
that are affected by grit or corrosion, and 
no sensitive parts, such as springs, small 
air-vents, etc., to get out of repair. 

// can be adjusted to give a certain 
amount of water at each operation, insur- 
ing an absolute prevention of waste. 

// can be attached so as to work by every 
known method, such as by pull or auto- 
matically, by seat or door, giving a single 
or double wash, as desired. 

// can be applied to tanks of any size or 
depth. 

DALTON & INGERSOLL, 

IMPORTERS, MANUFACTURERS, AND WHOLESALE DEALERS IN 

PLUMBERS' SUPPLIES, 
17 & 19 Union Street, Boston, Mass. 

N. B. — Illustrated Catalogue showing various methods of adapting the Float-Valve 
sent on application. 

THE PLUMBERS' BRASS-WORK SUPPLY HOUSE OF THE WEST. 

UNION BRASS WORKS, 
Nos. 50, 52 AND 54 Plum Street, Cincinnati, O. 

ESTABLISHSD IN X846. 

Powell's Patented Specialties : Star Globe Valves, 
Star Lubricators, Oil, and Grease Cups, Star Rub- 
ber Plugs, IXL Jet and Spray Hose Pipes. All 
Kinds of Plumbers* Brass-Work. 



New styles of SELF-CLOSING BIBB AND 
BASIN COCKS, Brass, Nickel, and Silver. Sim- 
ple, Strong, and Durable. Phosphor Bronze Springs. 
Will not let down or break, and are Very Cheapo 
but fully equal to any Self-Closing Cock in the 
market. See cut. C;3"' 



Architei 
them. E^ 
fersPOW 
BER PI 
BATH - ' 
WASH-B 
cracking c 
denting oj 
Tubs. S( 



WILLIAM POWELL & CO., Manufacturers and Proprietors. 
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THE FOURTH VOLUME 



OF 



The Sanitary Engineer, 



A VALUABLE VOLUME. 



No book of more permanent value can be put into a library than the fourth volume 
of The Sanitary Engineer. Its contents cover a great variety of topics, relating to 
preservation of health in our cities and homes, by some of the very best authorities in 
this country and England. From the great number of articles of permanent value, we 
select the following as indicative of the scope and character of the whole : 

C. E., C. B., of London ; Mr. E. S. Philbrick, C. 
E., of Boston ; Col. George E. Waring, Jr., and 
other well-known engineers. 

In t^e Food and Drug Department will be 
found the text of the New York Law, the Adul- 
teration Legislation of other States, and notes on 
current adulterations by experts in this country, 
England and France. 

Among its miscellaneous articles are the text of 
the Plumbing Law for New York and Brooklyn ; 
the Regulations and Blank Forms of the Board of 
Health adopted in pursuance of the law, and a 
discusBon of the Regulations by Practical Plumb- 
ers in the United States and Canada. 

A great variety of questions, arising in the 
plumbing of houses, sewering of cities, heating of 
buildings, and questions connected with infections 
diseases are answered in its correspondence. 
These answers contain the very best accesdUe 
opinions on a very great variety of practical mat- 
ters, and are a most valuable feature of this jour- 
nal. 

In its Gas and Electric Lighting Department 
will be found in compact form the latest discoveries 
and inventions in gas making, and electric light- 
ing, and items on the current news in these indus- 
tries, prepared by an expert on these topics. 

The latest discoveries in the treatment or caus- 
ation of epidemic and other diseases are discussed 
in its Sanitary and Health Notes by the best 
known sanitarians. 



Report of the Committee of Award on the 
Etsayt in the Food Adulteration Competition,— 
Together with the text of the essays. These 
form a very valuable body of matter relating to 
the regulation of adulteration by law, and were 
largely instrumental in determining the character 
of the legislation in this State and New Jersey, 
and that now before Congress. 

Recent History of Electric Lighting^ and note* 
en the Present Condition of the Electric Light. 
—By President Henry Morton, of the Stevens 
Institute of Technology. 

Letters to a Young Architect on VeniilaHon 
and Heating* — A series of papers on the heating 
and ventilation of buildings. By Dr. John S. 
Billings, of the United Sutes Army. 

Water Analysis.— 'By Dr. Charles Smart, U. S. 
A. A very valuable series of papers on the sani- 
tary effect of impure water supplies, and the ap- 
proved methods of water analysis. 

Plumbing Practice,— By ** Sanitas." A series 
of practical papers of general interest on good and 
bad plumbing in our houses. 

A series of Miscellaneous Papers in Sanitary 
Engineering,— Wxih special attention to the 
latest results attained in the Disposal of Sewage. 
By Prof. Henry Robinson, C. E., of London. 

A very thorough discussion of the Separate 
System o/ Sewerage, — Especially as applied at 
Memphis. Participated in by Robert Rawlinson, 
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Wholesale and Retail Dealer in 



AND ALL KINDS OF 

PLUMBING MATERIAL. 



BRACKETS, STORE PENDANTS, 

CUT AND COLORED GLOBES, 
SS FITTINGS AND PATENT BURNERS. 



Practical Plumbing 

AND 

Gas-Fitting 

IN ALL ITS BRANCHES. 



Sewerage Ventilation a Specialty, 

132 Fifth Ave., 195 and 197 Madison St., Chicago. 
THOMAS~MADDOCK & SONS, 
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Earthenware of Every Description^ 

OFFICE AND WAREROOMS ; 

273 PEARL STREET, NEW YORK. 

W. W, PERRINE, Manager, 
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THE FIFTH VOLUME 



or 



The Sanitary Engineer 

Comprises the twenty-six weekly issues from December to May, 1881-2, and it is the 
first completed volume of The Sanitary Engineer as a weekly. As our first and 
second volumes are out of print, this volume, in the main, is a treatise on the elemen- 
tary as well as the higher branches of sanitation. 

We give below a general outline of the main subjects embraced in Volume V., sub- 
divided, so that it may conveniently be seen why this volume should be in the hands of 
all, and particularly be read : 



By plumbers, because of the thorough dis- 
cnision on ciatem and direct supply for water- 
doeets, by authorities on water-works both here 
and abroad, and letters on same subject from 
practical plumbers throughout the United States. 

Descriptions of the plumbing work of the Van- 
derbilt houses in New York, and other fine jobs 
(illustrated), with practical comments on same by 
various plumbers. 

Board of Health rules, etc., as relating to 
plumbing and the plumbing laws in this State 
and elsewhere, with discussions. 

A series of articles on Plumbing Practice by 
"Sanitas." lUustrated. 

And a variety of questions from many pcactical 
men in the trade, and the answers thereto, with 
illustrations. 

By STEAM FITTERS, because of a series of 
papers by ** Thermus," a practical man, on piping 
of buildings and subjects of actual experience. 
Illustrated. 

By GAS FITTERS, because of the theoretical 
and practical questions and answers on pipes, 
burners and gas as an illuminant. lUustrsted. 

By engineers, because of a course of 
papers on the drainage of Washington, D. C. 

The separate system of sewerage, by Robert 
Rawlinson. 

A number of editorials on New York's water 
supply, and a collection of articles on water 
waste, giving the views of home and foreign engi- 



neers, together with reports and regulations of 
many cities where this subject has been thor- 
oughly studied. 

By ARCHITECTS, because of the reasons 
above mentioned, and on account of '* Letters to 
a Young Architect," by Dr. John S. Billings, 
U. S. A. Also for the multitude of various sub- 
jects discussed and suggested of importance in 
building, many of which are illustrated. 

By electricians and GAS ENGI- 
NEERS, because of the matter of interest to gas 
fitters, as stated, and for information of the latest 
discoveries and inventions in gas-making and 
electric-lighting. lUustrated. 

By druggists, CHEMISTS and PHAR- 
MACISTS, because of the report of the experts 
appointed by the New York State Board of 
Health on food and drug adulteration. 

A aeries of articles on drug adulteration, by 
Al&ed Senier, M. D., F. C. S., and numerous 
communications and notes from experts on food 
and drugs. 

By PHYSICIANS, because of the information 
and comments on the new discoveries of the 
causes of disease, and the treatment. 

And for the same reasons as architects and 
druggists. 

By HEALTH BOARDS, for the same reasons 
as plumbers, engineers and physicians. 

By thb HOUSEHOLDER and general public 
for all the reasons above mentioned. 
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JOKN J. WEAVER. 



J. SELLERS PENNOCK. 



WEAVER & PENNOCK, 

Plumbers, 

Gas and Steam Fitters, 

33 North Seventh Street, Philadelphia. 



Special attention to Drainage and Ventilation. 

STEAM-HEATING in its Several Branches. 

GOOD WORK A T FAIR PRICES. 




THE 
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IRON-CLAD" 



DOUBLE-RIVETED 

RANGE BOILERS, Galvanized. 

*' As good as the Best, 
and as Cheap as the Cheapest y 

As we manufacture all the parts, do our own 
galvanizing, and all other work pertaining to 
them at our own Works, we are able to compete 
with any article of the kind now in the market. 

Every Boiler guaranteed to stand double 

the pressure ever required in the 

use for which they are 

intended. 

I^** Send for Price-List. 

IRON CLAD MT'G CO. 

22 Clifif Street. New York. 
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THE SIXTH VOLUME 



OF 



The Sanitary Engineer 

Includes tj^e twenty-seven issues from June i to November 30, 1882. 
The following are a few of the many articles of permanent interest : 



Illustrated deacriptio&s of the plumbing work 
in the well-known residences of Messr^ William 
K. Vanderbilt, Cornelius Vanderbilt, £x-Goy. 
Samuel J. Tilden, John Sloane. Also of the 
"Mills Building" (the largest office building in 
New York), and Minot, Hooper & Co.U Commer- 
cial Buildings. A Rtissian Bath Establishment 
in Boston and the St. James Hotel in Baltimore. 

'* Berlin Sewerage." An elaborate report of 
the system just completed, with illustrations. By 
M. A. Durand-Claye, £ngineer-in-Chief of 
Bridges and Roads Qf Paris. 

" Trap Syphonage." Report with illustration 
of experiments for National Board of Health. By 
Edw. S. Philbrick and £. W. Bowditch. Also by 
Col. Geo. E. Waring, Jr. Also in England by 
S. S. Hellyer, Esq. Interesting and valuable 
data. 

** Coverings for Steam Pipes." Results of 
Some Experiments. By Mr. M. J. Bird. 

Weekly "Mortality Returns" of the leading 
cities in the United States, with " Notes and Ab- 
stracts " from Reports of Health Officers and cor- 
respondents of the National Board of Health. 
These have been printed each week, beginning 
with issue of October la. 

** Tin in Canned Fruits." By Prof. Albert B. 
Prescott. 

" Negro Mortality of Memphis." By Dr. G. 
B. Thornton. 

"Pullman Sewerage." Abstract of paper de- 
scribing it. By Benezette Williams, C. £., Engi^ 
neer-in-charge . 

" Letters to a Young Architect en Heating and 
Ventilation." By Dr. J. S. BiUings, Surgeon, 
U. S. A. 

A model plan for an " Improved Tenement for 
Working Men in New York." 

" Burning of Town Refuse at Leeds." A paper 
by Chas. Slagg, Assistant C. E. 

" The Relative Uses of Gas and Electricity." 
By C. William Siemens, F. R. S. 

"The Management of Heating Apparatus." 
By Edw. S. Philbrick, C. E. 



An extract from a paper by S. S. Helljrer oik 
the *' Unsealing of Traps by Momentum "—in- 
teresting in connection with experiments made by 
Messrs. Philbrick and Bowditch, and Col. Geoige 
E. Waring, Jr. 

" Water Waste Prevention." " Regulation of 
Exeter Water Works." A paper by Geo. I. Dea- 
con, M. Inst. C. E., read before Society of Arts.^ 
" Report of Boston Committee," and report of 
results in Cincinnati. 

" The Massachusetts Law to Prevent the Adul- 
teration of Food and Drugs." 

Practical articles on " Steam Fitting and Steam 
Heating." By " Thermus." 

An illustrated article describing the " Accom- 
modation for the Foreign Cattle Txade " at the- 
Port of Liverpool. By Francis Vacher, M. D. 

Plan of '* Flush Tank for Country Residences.** 

" Text of the Illominating Oils Bill for New 
York Sute." 

" The Effect of Water Level on Disease." By 
Baldwin Latham, M. Inst. C. E. 

" A Form of Specification for Steam Fitting of 
an Eight-Story Apartment House." 

" Report on Oil Testers." 

An article on the " Sewerage of Brighton, Eng- 
land." With reports by Sir Joseph Bazalgette 
and J. Bailey-Denton. 

A series of papers on " Water Analysis," from • 
the A Holyst, 

"Lead Poisoning." By Dr. Edw. S. Wood^ 
Harvard Medical College. 

In addition to the foregoing there are answers 
to a great variety of questions on the various top- 
ics treated by The Sanitary Enginbbk, the 
usual record of patents granted and the weekly 
reviews of questions of current interest to sanita- 
rians, and of the condition of the Gas and Elec- 
tric Light Industries. This latter feature makes 
the paper of real value to inventcnv, since the aim 
is to state the facts without bias for either inter- 
est. 
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CRESCENT POTTERY CO., 

TRENTON, N. J., 



MAMUTACTURERS OV 



Sanitary Earthenware. 



FULL STOCK, PROMPT SHIPMENTS. 

LOWEST FREIGHT RATES SECURED. 



Particular attention paid to the manufacture of Specialties. 



1^- ALL GOODS GUARANTEED. 

The United Brass Company, 

7p Fulton and 54 Gold St., 

NEW YORK. 

Manufacturers of every variety of Brass Goods Sup^ 
plies and tools for plumpers y steam and gas fitters. 

Cragies' Patent Water-Closets and Cisterns. 

Lewis' Patent Hydrants, and every variety of brass 
lift and force pumps. ^ 

WORKS: 

Lorain, Ohio. Haydenville, Mass. 



Digitized by 



Google 



THE SEVENTH VOLUME 



OF 



The Sanitary Engineer 



Includes the twenty-six weekly issues from December 7, 1882, to May 31, 1883. 
Amonj; the articles of permanent value may be mentioned : 



Letters to a Young Architect on Heating and 
Ventilation. By Dr. J. S. BiUings, U. S. A. 

Steam Fitting and Steam Heetting, By 
''Thennns." A aeries. (lUiutrafeed.) 

The Ediion System of Wiring Baildingi for the 
Electric Light. (Illustrated.) 

Illustrated descriptions of the sanitary arrange- 
ments in the residence of Cornelius Vanderbilt, 
Esq., the Berkshire Apartment House, Home for 
Aged Females, and the Duncan Office Building. 

The Steam Heaiing Companies in New York, 
Illustrated description of. 

Full abstract, with illustrations, of the records 
in the McCloskey Patent Suit for Trap Ventila- 
tion. 

The New York Water Supply. A series of ar- 
ticles on the suppression of waste of water, giving 
the experience of European cities in attempting 
to deal with this problem, the practice now in 
vogue there, and the situation in American cities. 
These articles will be found of great value to 
water-works authorities and all who are interested 
in this question. 

A discussion of the various projects for increas- 
ing the water supply of New York, including the 
Cioton Aqueduct scheme, appears in almost every 
number in this volume. 

Atlantic Coast Resorts, A Report by E. W. 
Bowditch, C. E., to the National Board of Health. 

National Board 0/ Healthy Congressional 
Debates on the. 



How the Plumbing Law is enforced in New 
York, A description of the methods employed 
by the department. 

Germs and Epidemics, By Dr. John S. Bil- 
Ungs, U. S. A. 

Malaria (a series). By George M. Sternberg, 
Surgeon U. S. Army. 

Lead Burning, Apparatus and Proceas d^ 
scribed. 

Gas Fitting in an Office Building, Descrip- 
tion of work in the Mills Building. 

American Practice in Warming Buildings 
by Steam, By the late Robert Briggs, M. Inst. 
C. E. A paper read before the institution. 

There is also the current inf(»mation of the op- 
eration of the food adulteration laws ; record of 
rulings and prosecutions, and copies of laws. The 
weekly and monthly mortality table of the princi- 
pal cities of the United States, together with a 
large amount of home and foreign health notes. 
The most complete collection of data on this sub- 
ject published. Carefully prepared reviews of 
the reports of health officers, and the current san- 
itary literature. Answers to a great variety of 
practical questions on plumbing, heating, water 
supply, and steam fitting. Record of Patents, 
and the current record of projected buildings and 
construction notes, which includes information of 
special interest to Contractors, Engineers and 
Architects. 
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The Kelly watercioset. 




The same apparatus will be furnished with Wash-Out, 
with Front, Back, or Side Outlet, Straight Hopper, or with 
Short Hopper and Trap ; all Earthen. We will furnish 
our Flushing-Apparatus and Lock-Pull with any Form of 
Hopper or Wash-Out. 

Our Water-Closets will work in any place whore any 
other Closet will work, and in many places where none 
others will work, as the tank is empty when the seat is not 
occupied, and cannot freeze. 

No head-room is required for the tank, such as low 
ceilings, under stairs, etc. It has many advantages that 
common-sense people can see without comment. 
Send for Circular. 

THOS. KELLY & BROS., 

Manupactursrs and Patbntbbs, 



75 Jackson Street, 



Chicago. 



N. B.— The firm also manufacture Kelly's Stop and Waste Cock, the Kelly Sanitary 
Drip-Tray, and a full line of specialties of their own invention., 

SEND FOR NEW CATALOGUE. 



BOYLE'S SYPHON WATER-CLOSETS. 



SINCE the introduction of the No. i All Earthenware '* Tidal Wave" Closet, in the 
year 1881, no appliance has been invented that supersedes this closet in a sani- 
tary point of view, either here or abroad. We have designed and are now manu- 
facturing two modifications of the closet to suit the various requirements that may 
arise, especially in cases where closets are to be substituted, and a change in the soil- 
pipe connection is to be avoided. 

These closets, which we call the ** Cascade " and ** Tidal Wave No. 2," require 
the ordinary plumbers' trap underneath the floor, and they are just as suitable where 
the trap is already set. 

Parties desiring a true sanitary water-closet will do well to inquire into the 
merits of these syphon-closets, and write us to send them illustrated and descriptive 
circulars. 

We also manufacture and control the following specialties under Boyle's Patents : 

" Mohawk " Wash-Out Closet, *' Gotham" and "St^dard" Long and Short 

Hoppers and Traps, '* New Departure" Wash-Basins, "Standard" Urinals, and all 

the Carr Specialties in Water-Closets, Bath and Basin Supplies, and Brass Pumps 

for House Use. 

HENRY HUBER & CO., 



Manufacturers of Sanitary Specialties, 



No, 85 Brrkman Street, 
New York. 



Digitized by 



Google 



THE EIGHTH VOLUME 



OF 



The Sanitary Engineer 

Comprises the twenty-six weekly issues from June 7 to November 29, 1883, and is 
replete with interesting information for every intelligent person. 

Among the many important articles of permanent interest, the following may be 
ntioned : 



mentioned : 

Vital Statutict,—^y Dr. John S. Billings, Sur- 
geon U. S. Anny. A aeries of original and sug- 
gestive papers. 

Steam-Fitting and Sieam-Heating^'^^y 
"Thermus." A series of illustxated articles on 
modem practice in the fitting of buildings with 
Steam Apparatus. 

Letters to a Young Architect on Heating and 
Ventilation.'-BY John S. Billings, Surgeon U. S. 
Army. A continuation of the Illustrated series. 

The U*e of Lead for Conveying and Storing 
Water.— "^y Prof. Wm. Ripley Nichols. A 
valuable contribution giving the results of exper- 
ience and investigation up to the present time. 

Englisk Plumbing Practice.— "By a Journey- 
man Plumber. A series of illustrated practical 
articles of special interest to practical workers. 

MoeUl Stables. — Giving illustrated descriptions 
of the ventilation and drainage of the stables of 
Mr. Wm. Pickhardt and Mr. Frank Work, New 
York. 

A Series 0/ Illustrated Articles.— By F. B. 
Brock, giving the expired patents on water-closets, 
and radiators used in steam heating. Of value to 
those interested in the manufacture of these ap- 
pliances. 

Illustrated Description 0/ the Sewerage and 
IVater-Supplyo/Bunzlau^ in Silesia^ in X773'— 
By W. Doerich, C.E. Of historical interest. 

The Liemur System of Sewerage.— Cax^ivWy 
prepared reviews of its claim in connection with a 
report on the system of Dr. Overbeek de Meijer, 
and a discussion of its applicability for Baltimore. 

The Relation of Soils to I/ealth.—Grving 
results of experiments on filtering capacity of soils. 
By Raphael Pumpelly. 

American Practice in warming Buildings by 
Steam.— By the late Robt. Briggs, M. Inst. C.E. 



Illustrated Description of the Plumbing^ 
Heatings Lightings and Ventilation in the fol- 
lowing Buildings: The Marquand Houses, 
Apartment house at Madison Avenue and 
Thirtieth Street; New Library Building, Columbia 
College ; the Duncan-Office Building, Hawthorne 
Apartment House, all in New York City. Plumb- 
ing in residence of Thos. Craig, Esq., Montreal ; 
The Government Printing-office, Washington; 
The Holborn Restaurant, London. 

A Novel and Ornamental Fire-Escape. — 
Illustrated. 

Plan of Improved Tenements for Working 
People erected by the Corporation of Trinity 
Church. 

Plan of a Public Shower-Bath in Berlin. 

The Turco-Russian Baths of Astor Place^ 
New York. — Illustrated description. 

The Vienna Electrical Exhibition. — ^A series 
of letters by an expert describing features of the 
exhibition. Illustrated. 

There are also carefully-prepared reviews of the 
reporu of Health Officials, Water Boards, City 
Engineer, and the current literature on the sub- 
jects treated by The Sanitary Enginbbr. 

Also the current information of the operation 
of the food adulteration laws, record of rulings 
and prosecutions, and copies of laws ; the weekly 
and monthly mortality table of the principal cities 
of the United States, together with a large 
amount of home and foreign health notes, the 
most complete collection of data on this subject 
published ; answers to a great variety of practical 
questions on plumbing, heating, water-supply 
and steam-fitting; record of patents, and the 
current record of projected buildings and construc- 
tion notes, which includes information of special 
interest to contractors, engineers and architects. 
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Showers, Bath-Tubs, Closet- PanSy Pantry Sinks, Foot and Seat Tubs. 
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TINNED AND PLANISHED COPPER. 
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THE NINTH VOLUME 



OF 



The Sanitary Engineer. 

For Civil, Mechanical, and Sanitary Engineers, Architects, Health Officers, Plumbers, Steam-Fitters, 
and general readers who are aware of the rapidly increasing importance of the study of all topics affect- 
ing the public health, the Ninth Volume of Thb SANrrARY Enginbbr, indnding the 36 weekly issues 
from December 6, 18831 to May 39, 1884, contains much matter of great value. Its articles are prepared 
by the best authorities m the several departments, and are at the same time written to be understood by 
intelligent householders who are not themselves either Engineers or Ssnitarians. 

The following are among the subjects discussed in the Volume : 



Th* Duties and Res/ontibiliiies 0/ State and 
NaHonal Officer* 0/ Healthy in a series of Edi- 
torials of much vigor. 

Care/ulljhprepared Reviewt 0/ihe Reports 0/ 
State and Local BoartU of Healthy making one 
of the most complete records of the present condi- 
tion of Sanitation in the United States and Great 
Britain which is accessible to the reader. 

Mortality Statistic* 0/ ike United State* ^m- 
seated in a weekly table very carefully compiled, 
with weekly notes on the health of the United 
Sutes, Canada, and Europe. 

Vital Stati*tic*,~^Sevtx»X valuable papers by 
Dr. J. S. Billings, on the computation of these 
Sutistics. 

Numerou* important article* on the Adulter- 
eUion 0/ Food, 

Improved Tenement-Houee* a* a Bn*ifu** In- 
veetment. — Illustrations of Buildings in New 
York and London. 

TAe Public SchooUHou*** 0/ New York City. 
—An incisive, accurate series of Reports by Spe- 
cial Agents, with illustrations of the most extra- 
ordinary cases. 

Cottage Hotpital*. — The first numbers in a 
series of papers by Henry C. Burdett, of London, 
valuable to Phjrsidans, Architects and Sanitarians. 

Lofty Building*, — Their disadvantages. Two 

Sapers bv Prof. K. Kerr, of Kings College, Lon- 
on. Valuable in connection with the current dis- 
cussion of that subject. 

Public Bath* and lVa*A-J/ou*e*,— The first of 
a series of papers on the Public Provunon of Bath- 
ing Facilities in Cities. 

Plumbing Afprenticeehip, — A discussion by 
Master andjoumeymen Plumbers. 

Its more strictly Technical Articles contain, 
among others: A Hi*tor^ 0/ American Water- 
Work* Practice, in its full Reviews of Reports of 
Water-Works Engineers and City Engineers. 
These are probably the fullest notice of this sub- 
ject which is accessible. Comments on Notable 
Examples of Water-Work Construction at home 
and abroad. Reports on the Quaker Bridge Dam 
(New York Water-Supply), by B. S. Church, 
C. E., and Isaac Newton, C. E. 

The Waier-SuMlyof London,— K series of 
papers by an English Water-Worics Engineer. 

Note* on Sewerage Practice in the United 
States and Europe. 

Original Data on the Memphi* Sewerage. 



A thorough DeecriMion of the New Main 
Sewerage Syetem of Boston. Mass, — Elaborately 
illustrated. These articles, both text and illus- 
trations, were prepared by one of the Engineers 
in charge of the work. 

IllustreUed Descriptions of Plumbing. Heatings 
Lifting and Ventilation of Notable BuildingSy 
showing the best modem practice. These include, 
among others, the Metropolitan Opera-House, 
Sublesof Mr. Cornelius Vanderfoilt, the Manhat- 
tan Storage Warehouse, the Russian and Turkish 
Baths in the Hoffman House, the Mutual Life 
Insurance Company's Building, and Bridgeport 
Hospital. These descrijitions Are prepared with 
great care, and are fully illustrated. 

American Plumbing Practice. — By a New 
York Master Plumber. 

English Plumbing Practice, — By an English 
Journeyman Plumber. 

These papers show the practice of the trade in 
the two countries where plumbing is best devel- 
oped. 

The Steam^Fitting and Steam-Heating of 
Houses, — By a Practical Steam^Fitter, under the 
nom deplume ** Thermus." 

Gas and Electricity,— VtooetBiCA of Gas Manu- 
facture. The Vienna Electrical Exhibition is de- 
scribed, with illustrations, in the Special Corre- 
spondence of an American Electricsd Engineer. 

Healthy FoundatioHs for Houses, — A aeries of 
papers by Glenn Brown, Architect. 

Correspond*nce,--Cxm\»xcaD^ a great variety of 
inquiries and replies 'by the best obtainable au- 
thorities on Practical Questions affecting House- 
Construction, Plumbing, Water-Supply* Heating, 
Ventilation, Sewer Buuding, Reservoir Construe- 
tion, etc. 

American Patent Records and Engliah 
Patent Records, — Containing Patente granted in 
the department of manufacture affected by Sani- 
tation in all its branches. Heating, Plumbing, 
Ventilation, etc 

Note* and Discussions on Current Topics of 
Interest. — Among these have been articles on the 
Cause of the Floods in the Ohio Valley, the Rela- 
tion of Plumbers to State Medicine^ Hints to 
Housekeepers on the Care of Mechamcal Appar- 
atus, Hygiene of Schools, etc. 

Reports of Societies and Associations. Awards 
of Contracts, the Current Record of Buildings 
Projected, etc., are fumidied by Special Onre- 
spondents. 
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THE TENTH VOLUME 



OF 



The Sanitary Engineer 

Includes the twenty-six weekly issues from June 5 to November 27, 1884. 
Among the articles of permanent and special interest may be mentioned : 



NciabUExkmu at ike ImUnuUional Health 
Exhibition^ London,— Thewe illustrated descrip- 
tions were prepared by specialists^ and possess 
more than osaal interest, included in which are 
illustrations of notable lead-work, of spedal in- 
terest to plumbers ; description of Clarlrs process 
for softening and purifying water ; also illustra- 
tions and descriptions of various sewage and water 
filters; illustrated description of steam ovens; 
a history and elabocate description of the various 
methods of separating cream b^ mrchanical n 
and a description of refrigerating machtnfs. 

London Water Crav^wiVr.— Elaborate descrip- 
tion, extending through several numbers, of the 
interesting exhibits of the London Water Com- 
panies, showing section of their filter-beds, and 
numerous interesting details to water engineers. 
These papers were pepared by a welUknown 
borough engineer,and are interesting to hydranlic 
engineers. 

IlluHrated Deaeri^tion of the Plumiing^ 
Heating, Lightin/fr^ and VentUoHnrof NotadU 
Buildings^^Thtut include, among others, the new 
building of the Mutual Life Insursnoe Co., of 
New York; residence of Henrv G. Marquand, Esq., 
New York : residence comer Madison Avenue and 
Sixty-ninth Street ; Berkshire Apartment-Honae ; 
and residence of H. H. Cook, Esq., New York. 

Steam^itiinx and Steam^eatinr.—Bj a 
practical steam-fitter, under the nom deplnme of 
'* Thermus." Continuation of series. Fully illua- 
trated. 

Pnhlic UrinaU of i%sr&.— Description, with 
sheet of illustrations. 

English Plnmhing Practice,— ^1 an 
Joumejrman Plumber. These axtiaes are _ 
thorough workman, and of special interest 
mechanics in any part of the globe. 

New Method of Heating Two Boilers hf One 
Heater-Bach,— With illustratioiis and description. 

The Syphcnago and Ventilation of Tra^,— 
Criticism on the report of Messrs. rutnam and 
Rice on their expenmenu with traps, printed in 
the American Architect^ and corr esp ondence 
thereon. 

Iron as a Material for PuriMng PotatU 
Water,— By Prof. WiUiam Ripley Nichols. 

Filtration of Certain Saline Solntions 
through 5'a«u/.— Abstract of paper by Prof. Wm. 
Ripley Nichols. 

Healths Ponnddtions for Honset.'Setita of 
papers, illustrated, by Glenn Brown, Architect. 

Rights of Tenants occupying Insanitary 
Houses,— Oj^vao, of Justice Daly, of the Court of 
Common Pleas of New York. 

Preventative Inocnlaiion for HydrophoHu,— 
Comments on experiments by Prof. Pasteur. 



Sewerxige of Waterbnry,—X>tacnpd<Hi, with 
Qlnstrateddeuils. 

Hew Orleans Quarantine Conference,— Ttjeao^ 
lutions adopted and editorial comments on the 



Improvements in the Hull GeneretllnJSrmary, 
— Illustratioiis giving plans and elevation, with 
descriptive matter. 

Unbalanced and Lum/ed Bids,— An elaborate 
communication showing the methods adopted in 
France and other European countries for letting 
contracts for engineering and other work. 

The so-called Plnmienf Trado-Proieetion 
Controversy, — ^A full and comprehensive history 
of the misunderstandings and controversy between 
certain plumbing societies and the manufacturen 
and deuers in mumbing materials hi the United 
States during the autumn of z884> 

IntemoHofuU Electrical Exhibition ett Phila- 
€lelphia,SmtB of letters describing the exhibi- 
tion, with illustrations. 

System «f Heating Honses in Germany and 
A Miirm.— IllustnUed article. 

Pest-HoUs in New K^ifc.— Series of illustrated 
descripdoos of some of the notable insanitary 
tenement-houses. Editorial comments charging 
the Board of Health with want of energy in deaf 
ing with these nuisances. 

ChoUra,—l>t, Max Von Petterkofer's views. 

Public Baths and WashJIouses,—Vlvatcn!uA 
description of notable public baths in London. 

Blunders in Plumhing»'—%tnts^ of suggestive 
articles, with illustrations, showing the blunders 
made in arranging the plumbing details of houses. 
Notable by-passes in arranging tnq>-venti]ation. 

Heating and Ventilating Masse^husetts In- 
stitute er TVcAiMilMiy.— Docription of methods 
employed, by S.H.Woodbridge. Fully illustrated. 

Aerittion of Snrf«tce-Water,—^EjdAXxiinal on 
repofft of Prot. Albert R. Leeds, on the results of 
the analysis of the Schuylkill water. 

Checking the Waste of Water in Boston,— 
Report showing very sanifactory results due to 
systematic effort. 

Table giving Bids in Detail for Sections A 
and B ^ the New York A^nednct.-With 
editorial comments on the action of the Commis- 
iionen in rejecting these bids. 

Reports by Special Correspondents— Ol the 
proceedings of the International Congress of 
Hygiene at The Hague; American Public Health 
Association at St. Louis; the Plumbers' Congress, 
London: the Sanitaiy Institute at Dublin: 
National Conventk>n ot the Master Plamben oc 
the United States at Baltimore. 
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THE ELEVENTH VOLUME 



OF 



The Sanitary Engineer 

Comprises the twenty-six weekly issues from December 4, 1884, toJMay 26, 1885. 
Among the features and articles of interest may be mentioned : 



V Specx 
d/rom 



Thirteen Special ArchiUcinral Illustration* 
ployed by Thb Sanitary £nginbbr, the subjects 



reproduced from drawinn made by artists em~ 



heing 

Residence of William K. Vanderbilt, Esq.— R. 
M. Hunt, Architect. 

Residence of Cornelius Vanderbilt, Esq.— Geo. 
B. Post, Architect. 

Residence of H. H. Cook, Esq.— W. Wheeler 
Smith, Architect. 

The old Palace of the Dukes of Lorraine,Nancy, 
France. 

The Gotham Building, New York.— E. H. 
Kendall, Architect. 

A Balcony of the Palace at Agra, India. 

The DakoU Apartment House, N. Y.— H. J. 
3anienberg, Architect. 

The Hemenway Building, Boston.— Bradlee, 
Winslow » Wetherill, Architects. 

Residence of Miss Catherine Wolf, Newport— 
J^eabodv & Steams, Architects. 

Residence of Chas. L. Tiffany, Esq.— McKim, 
Mead & White, Architects. 

Views in Old London Street, International 
Health Exhibition. 

A Group of Country Houses near Boston. — E. 
M. Wheelrififht. Arthur Hooper Dodd, W. A. 
Bates, and W. K. Emerson, Architects. 

Residence of H. G. Marquand, Esq., New 
York.- R. M. Hunt, Architect. 

The Water-Supply 0/ New York City.— An 
illustrated history of the progress of the work of 
the great Aqueduct, with a map of the available 
water-sheds. 

The Gas Question.'—An account of the inves- 
tigation ana proposed regulation of the business 
•of New York Companies, also a report on the sup- 
posed dangers attending the use of water-^. 

Specification for the Plumbing of an isolated 
residence of moderate cM/,accompanied by detail 
drawings. 

Disposal of Sewage. -^k paper on nitrification 
of sewage by micro-organisms, by Prof. R. 
Warington ; ** Sewerage of a Small City," a 
xeport by E. S. Philbnck, Esq., on the sewer- 
age of Marlboro, Mass. ; A Discussion of the 
Report by the Royal Commission on London dis- 
posal, which contains the latest conclusions on 
the dbposal of sewage ; Scheme proposed for 
Pots dam, Germany. 

Illustrated description of the Plumbing^ 
Heating^ Lighting^ and Ventilation Features^ 
included in which are: The Cunard Steamer 
Umbria ; Newcastle Co., Del., Insane Asylum ; 
Residence of A. J. White, Esq. ; West Presby- 
tertu Chtirch, New York City ; W. H. Fogg, 
Esq., New York; Manhattan ComMny's and 
Merchant's Bank Building, New York City; 
The Hemenway BiitldiQg,Bofton, Mass.; Auguste 



Richard, Esq., New York ; The Bigelow School, 
Newton, Mass.; J. L. Higginson, Esq., Boston. 

Papers on Vital Statistics.— By John S. Bil- 
lings, M. D., LL. D., Surgeon, U. S. A. A con- 
tinuation of this valuable series. 

Steam-Fitting and Steam-Heating, — By 
** Thermus." A continuation of these v^uable 
and interesting articles. Fully illustrated. 

Driven IVells.— An exhaustive paper on the 
theory of the practical value of Driven Wells, by 
J. C. Hoadley, Mem. Am. Soc. C. E. Illustrated. 

Garbage Disposal. — Description of several 
apparatuses for the destruction of garbage. 

Hospital Ships.— A description of a Floating 
Hospital, invented by Dr. P. M. Braidwood. 
With longitudinal section and deck plans. 

Disinfection and Disinfectants.— Report of 
Committee of the American Public Health Asso- 
ciation, and other papers, including notes on the 
treatment of foreign rags. 

Dangerous Blunders in Plumbing, — A selec- 
tion of cases of typical blunders in plumbing work . 

The World's Exposition at New Orleans.— 
An illustrated description by a special correspon- 
dent. 

Plans for Hospital and Almshouse for New 
York State Charities Aid Association, with de- 
scription. 

Privy Sinks for Tenements. — A discussion of 
privy accommodations for tenement-house popu- 
lation, growing out of difficulties encountered bv 
the Boards of Health of Brooklyn and New York 
City, with suggestions by the Editor of Thb San- 
itary Engineer for an improved form of appa- 
ratus. 

A Description of the famous Washington 
Monument at Washington, D. C. 

Zymotic Diseases,— QtaeiuViy prepared articles 
on the care and management ot cases of scarlet 
fever, typhoid fever, and pneumonia. 

The New York Trade-Schools.— An iMvaXxeAeA 
description of its work and scope ; valuable by 
reason of the growing interest in sch3ols of this 
character. 

English Plumbing Practice^ continued. By 
an English Journeyman Plumber. A series of 
articles valuable to working plumbers everywhere. 

Health of the U, S, Army, Monthly reports 
by the Surgeon-General on the Health Statistics 
Of the U. S. Forces. 

Construction and Building Notes, — In these 
columns will be found more items of interest to 
contractors, im:hitects. and sanitary engineers, 
such as projected work and awards of contracts, 
results of competitions for Public Buildings, 
Water-Supply, Sewerage, and Gas-Works, etc.. 
than isfound in other periodicals in the United 
States, largely collected by special correspondents. 
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THE TWELFTH VOLUME 



OF 



The Sanitary Engineer 



Comprises the 26 weekly issues from June 4, 1885, to November 26, 1885. 

Among the features and articles of mterest may be mentioned : 

Invention* Exhibition, — Illustrated descrip-^ 
tions of the variou* articles exhibited of probable 



Special Architectural Illustratione reAro- 
ducedfrom drawings made by artist* employed 
bv Thk Sanitary Enginbbr. of— 
ResideQce of J. C. Farwell, Chicago, Messrs. 

Bumhaiii,& Root, Architects. 
Crumbaugh Apartment House, Chicago, Wheel- 

ock & Clav, Architects. ' 
Church in the Village of Uorat, France. 
Casino and Parsonage, Pullman, 111., S. S. 

Beman, Architect. 
Residence of Nathaniel Thayer, Boston, Sturgis 

& Bngham, Architects. 
Military Hospital for Hot Climate, designed by 

Maj.Gen. Sir Andrew Clarke, R.E., A.I.C.E., 

and E. Ingress Bell, A.R.I.B.A., Architect. 
Church at Auver^, Seine-et-Oise, France. 
Private Residence at Brookhne, Mass., Geo. E. 

Harney, Architect. 
Brooklyn Life Ins. Co.*s Building, F. Carles 

Merry, Architect. 
Hotel Lallemant, Bourges, France. 
Union Club, Chicago. Cobb & Frost, Architects. 
Lodge at Conntiy Place of Chas. J. Osbom, 

Mamaroneck, McKim, Mead & White, Archi- 
tects, and Lodge at Private Residence, at North 

Eastern, Mass., H. H. Richardson, Architect. 
Cancer Hospital, New York, Charles C. Haight, 

Architect. 
Entrances to Pnvate Residence in Boston, Cabot 

& Chandler, Architects, and at Albany, H. H. 

Richardson, Architect. 
Residence of W. L. Skidmore, New Yoric, R* H. 

Robertson, Architect 
There are also illustrations of several moderate 

cost dwellings, by Architects W.A.Bates, Eames 

& Young, and T. M. Clark. 

Water-Supply o/Nevf Yorh OV^.— ContinuA- 
tion of the history of the progress of the work of 
the great Croton Aqueauct (with illustration, 
details of Gate House, etc.) 

Wa*te 0/ Water in Liverpool,— AhaXxs^t from 
the report of Mr. Parry on the measures to further 
restrict the waste of water in Liverpool. 

Water-SuPply and Sewerage 0/ Venice,— By 
C. H. BlackalLWith illustrations and descriptions. 

Recent Water- Worh* Conttruction.—WeWta- 
ley, Mass., Water-Works. 

Illu*tratedDe*cription of Plumbing, //eating. 
Lighting and Ventilation Feature*,— Induded 
in which are Plumbing and Tank Service in the 
Delaware Apartment House; Plumbing in Y. M. 
C. A. Building, Brooklyn, illustrations and de- 
scriptions ; Plumbing Regulations in Sacramento, 
Cal.; Pumping and Water-Supply in the new 
Cotton Ezcnange Building* 

Vitality of Cholera Bacillu* and the means 
for its destruction.— Being a review of the re- 
ported ezperimento of Drs. Nicati and Reitsch. 

Report of a series of trials of a Warm-Blast 
apparatus for transferring a part of the heat of 
escaping flue rases to the furnace. By J. C. How- 
land. Boston, Mass. 

Lighting and Ventilating Ordinary Apart" 
ment* by Ga*,— By William Sugg. Being portion 
of a paper read at the meeting of the Gas Insti- 
tute. 

Steam-Heating Apparatu* in Mutual Life 
In*Co.^* Building,— utaxxi^XGtx and illustrations. 

Specification*yor Vitri/ied Stoneware Pipe 
Sewer, — By E. Kuichling. 



interest to readers of Thb Sanitary Enginbbr. 

Bid* for Section I, 0/ the New Croton Aqsto^ 
dTwr/.— Table giving engineer's estimates of quAii-> 
tities, price per cuuc foot, per cubic yard, total 
of bid of each contractor on each item 4>f specifi- 
cation, and grand total of each contractor for the 
whole wOTk. 

Hotpital at National Soldieri Home, Hamp- 
ton, K0.--l<ully illustrated. 

Houeingof the Working Cla**e* in England 
and Wale*.—¥vW. abstract from the report of th^ 
Royal Commission. 

Illu*tration* and Deecription of the details 
of Steam and Ventilating Apparatu* used oa 
the Continent of Europe. 

Some Practical Reeult* in Heating and Venti- 
lation a* Observed in the Mas*, Inst, of Tech- 
nology.— By S. H. Woodbridge, A. M. 

Garbage and Refuse Cremator,—Sccti<m and 
Description. 

Tahhteingyi Ho*pital,—lUnstntion and De* 
scription. 

Repeal Monnaie Theatre, Bru**el*,—Stcam- 
heating and mechanical ventilation of. 

Grant Monument. — Correspondence and sng- 

J^estions over the proposition to secure a design 
or the Grant Monument. 

Comment on provisions of American Institute 
of Architects* bill to provide for the erection <^ 
Government buildings. 

Mo*e* Taylor Ho*pital,—U\iutxtion and 
description. 

Repair* to the Cooper /n*titute,—E]Bbonitt\y 
illustrated, and a valuable article to architectSt 
builders, and civil engineers ; this being the first 
building in which iron beams were used, showing 
the faults in the original plan and what has been 
done to remedy them. 

Natural v*. Artificial C>iw««/s.— Communi- 
cations on tnis subject, with table comprising tests 
of cements and brick. By F. Collingwood, and 
correspondence from others. 

Circular v*. Rectangular Ward*, — Contro- 
versy on this subject between H. Saxon Snell and 
Henry C. Burdett. Of use to architects and 
those interested in hospital construction. 

Standard Pipe and Pipe- Thread*,— Pavcx read 
before the American Society of Mechanical En- 
gineers. 

Detail of Plumbing in Manhattan and Mer- 
chants* Baak Building, New York. 

Steam-Fitting and Steam Heating, By Ther- 
mus. A continuance of these valuable articles^ 
(Illustrated.) 

Engii*h Plumbing Practice, continued. By 
an English Journeyman Plumber. A series of 
articles valuable to working plumbers evervwhere. 

Conetruction and Building Note*. — In these 
columns will be found more items of interest to con- 
tractore« architects, and sanitary engineers, such, 
as projected work and awards of contracts, r&> 
suits of competitions for Public Buildings^ 
Water-Supply, Sewerage, and Gas-Works, etc.. 
than is found in other periodicals in the United 
States, largely collected by special correspond- 
ents. 
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IN PRESS. 



Steam-Heating and Steam-Ftttrng 
Problems; 



questions and answers from ''the sanitary 

engineer:' 



FULLY ILLUSTRATED. 



A feature of The Sanitary Engineer is its answers and opinions on practica 
questions addressed to it that come within its scope, which are fully illustrated and 
printed in its columns, and which are prepared by well-known specialists in their 
particular lines. In its department of Heating many details of practice in Steam- 
Heating and Steam-Fitting are discussed and explained, and answers given to a 
variety of questions relating to this branch of mechanical engineering. 

It has been thought that a selection of these articles would be of value not only 
to the steam ** trade," including the practical steam-fitter, but also to architects and 
those who use steam apparatus. A selection will therefore be made covering a variety 
of interesting and suggestive points. 

Among the questions treated are the following : 

Domestic Boilers ; Radiating Surface for Buildings ; Position of Radiators ; Steam- 
Risers ; One-Pipe System ; Faulty Pump-Connections ; A Woman's Method of Regulat- 
ing Heat ; Exhaust-Steam for Heating Overhead Pipes ; Charring Wood by Steam ; 
Heating a Steamship ; Window-Ventilation ; Heating Aspirating-Shafts ; Heating a 
Tank of Water ; Hot-Water Radiators ; Warming a Church ; Water in Boilers ; Lugs 
on Boilers ; Size of Hot-Air Flues ; Moisture and Temperature ; Steam-Traps ; Acci- 
dents with Boilers ; and numerous other subjects of interest. 

The Volume will be a Large %vo,^ Handsomely Bound in Cloth, 

Address, BOOK DEPARTMENT, 

THE SANITARY ENGINEER, 
P. O. Box 3037. 140 William Street, New York» 
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Ventilation and Heating, 

By JOHN S. BILLINGS, M. D., LL. D. (Edinb.) 



PRESS COMMENTS. 



" The subject is a difficult one to handle, but 
the author succeeds admirably in nungling ab- 
stract physical science with common sense ; or, 
as be would himself express it, the conservation 
of enexvy with brick and mortar.' The book is 
vmtten Tor architects, and to them the application 
of the principles as exemplified in many build- 
ings, public and private, at home and abroad, will 
not be the least mteresting portions. Plans and 
elevations of private houses, theatres, chinches, 
aad hospiuls m various paru of the world, and of 
the Houses of Parliament and the House of Rep- 
resenutives, are given, with full details of the 
' heating arrangements used in Xhtm^'—PkiladeU 
^hta Ledger, 

** This is a book which should be read by every 
one who is desirous of gaining the best information 
in regard to methods of mitigating the injurious 
effects of winter's cold and summer's heat upon 
human organisms. In it are furnished the results 
of a wide experience in grapplinr with these 
great sanitary problems, and the knowledge of 
^estions involved which caused iu author to be 
sought fen* as professional consultant in the con- 
struction of the ^ohns Hopkins Hospital, of Balti- 
more, is here displayed, matured and perfected 
by earnest study in England and on the continent 
as well as in our own coanXxj**— Medical Newt. 

"Careful examination warranto the assertion 
that every one to whom the supply, under the 
conditions of the American climate, of suitable 
indoor warmth and fresh air is of interest, would 
read it with entertainment and advantage, and it 
would be a public benefit if all building commit- 
tees were required to study it before erecting 
more pens for school children.*'^ 7)k« Nation^ 

** It deals with principles, but it illustrates them 
by a great variety of examples drawn both from 
private and from public buildings.'*— ^/^iii/«c 
Monthly, 

'* Ito careful perusal would be a profitable ex- 
ercise for school committees, theatre proprietors, 
architects, doctors, people about to build dwell- 
ings, and owners of houses already built." — 
Sprinifield Re^milican, 

"While Dr. BilUngs writes for the profession, 
he has avoided technicalities sufficient to make 
himself easily understood by others not trained." 
— ^. Y, Timet, 



" There are very few, in the medical profession 
at least, that have as large an aoiuaintance with 
books bearing upon the special questions of his 
research and with men emment in science as Dr. 
Billings, And. surrounded as he is by expert help 
in his office, ne is in a position to render import- 
ant service to the community at large by what he 
may write and publish bearing upon health. 
That he has not neglected his opportunities is 
evident by the present volume." — The Iron Age, 

" The author discusses the question of ventila- 
tion and heating from various standpoints, begin- 
ning with the expense, and following by an ex- 
planation of the laws which must be observed in 
the successful accomplishment of this work. 
Schools, hospitals, and other public buildings 
which require exceptional methods, are discussed, 
and perhaps receive a little more attention than 
the ordinary house. Principles are so carefully 
stated in all cases that their application is 
obvious."— 7iUif«te/ Worhtr. 

" BqcAm cm warming and ventilation are be- 
coming so numerous that one may think the sub- 
ject has been thoroughly threshed out ; the fact 
is. however, that many of the so-called treatises, 
while professing to explain the theory of ventila- 
tion and to enunciate principles of general 
application, merely furnish descriptions of certain 
systems and appliances, or, what is even of less 
general value, mtrodace certain patento <nr sys- 
tems of their authors. Treatises on warming and 
ventilating have, moreover^ little value to the 
architect unless aocompamed by examples, or 
unless the actual conditions of particular pob- 
lems are considered. Dr. John S. billings, 
surgeon m the United States Army, has written 
a book on the * Principles of Ventilation and 
Heating, and their Practical Application,' which 
contains the substance of papers contributed to 
an American contemporary, the Sanitary En- 
gineer^ entitled 'Letters to a Young Architea 
on Ventilation and Heating.* Though not in- 
tended to be a systematic treatise on the subject, 
the work has the merit of being an attempt to 
combine theory with fnc^ot,"'-^uiiding Memtf 
London, 

" This book is likely to prove a valuable con- 
tribution on the subject, for it contains a good 
deal of useful information, luddlv and system- 
atically prepared, so that it applies directly to 
the American climate and dweUiags,— American 
Machinut, 
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WATER-WASTE PREVENTION. 



By henry C. MEYER, Editor of The Sanitary Engineer. 



PRESS COMMENTS. 



" Mr. Meyer is competent anthority to speak oa 
a subject of very great importance in all cities 
and one regarded with too much apathy by the 
public. Furthermore he has given the matter 
special study, and the facts detailed are the re- 
sults of investigation. * * * His suggestions 
are eminently practicable and sensible, and should 
commend themselves to the iudnnent of every 
one interested in the subject.* — 7><^ Time*, 

**The economies of this subject deserve the 
steady attention of tax-payers and muniapal 
officers. It should be borne in mind that waste 
of water is more than prodigal. It is dangerous 
to the safety of a aXy.^ —CincinnAii Commercial 
Gaaetie, 

** The author of this timely book is particularly 
adapted to deal with the questions he discusses. 
But few have given the subject so much atten- 
tion^ and no one could treat it mote impartially. 
He IS not only intimately acquainted with the 
water-supply of American cities, but has per- 
sonally investigated the plans adopted for cur- 
tailinpr water-waste in various cities in Great 
Britam, the resulu of these investigations ap- 
pearing in this work. 

** As our cities increase in peculation, and new 
cities wanoa up, the demand for mwe water cor- 
respondingly increases. At the same time the 
water-suppfy is diminishing^ and that which 
would otherwise be availaUe is rendered unfit 
for use by the contamination of sewage and the 
refuse of manufactories. It is concede that the 
inhabitants of a dty should be supplied with all 
the water they can use. It is not with the use^ 
but with the waste of water that the author deals. 

"No patented appliances are recommended, 
but such simple means as are free to all. We 
recommend tne careful reading of this little 
book to every resident of a dty who is interested 
in its water-supply, and particularly to those 
who, by virtue of vested authority, have to some 
extent the matter of water-waste prevention in 
their hands."— w4 merican Maehinui* 

** A valuable work, which reaUy affects every 
urban resident. * * * There is not a dty in 
the world in which the fate-payers are not taxed 
unnecessarily to pay for pumping water which 
runs to waste, and any work throwing light upon 
this problem, without subjecting the community 
as a whole to inconvenience, must be a valuable 
tremtiac,**— Ottawa Daily Frees, 

** A little work whose worth cannot be justly 
estimated. * * * It presents an interesting 
subject for examination and reflection to every 
dXxttn,^^ —Houston Post, 

*' A woric that should be read and studied by 
every one." — Savannah News, 



** Though small in size it is a work which repre- 
sents a good deal of solid woric. With the amount 
of information which it contains it ought to 
prove of no small use to the dty governments of 
the country. It is a vade mecum (or water com- 
missioners, and will be a valuable little text-book 
for every water board in America. Briefly, Mr. 
Meyer's object is to show by a comparison be^ 
tween the ^stems and results in different dties in 
Amenca and England how much money is an- 
nually wasted in the shape of water in our laiger 
dties for the want of proper precautions and how 
those precautions had best be ukea. * * * Mr. 
Meyers book is well got up, his arguments con- 
cisely suted, and his facts and figures well Ubu- 
lated and arranged, the result being the produc 
tton of a work which carries conviction with it, 
and which ought to be of no small value to the 
larger cities of the countiy in the future.— ATjVu- 
neafelis Tribune. 

** 1 his volume is a most seasonable contribution 
to hydraulic and economic literature. Its author 
has personally and carefully investigated the 

Eoblem from a practical sundpoint in both Eng- 
nd and America, and q>eaks with authority and 
backs his statements by offidal figures. 

** The work treato generally of the condition of 
the wateiHittpply of New York, and the methods 
tested or adopted for the prevention of waste in 
Glasgow, Manchester, and Liverpool, and in our 
own dties of Providence, Cindnnati, Boston, and 
New York. The data are derived from the most 
authoritative sources, and presented in a shape 
that must carry conviction with it,"— Engineer^ 
ing News, 

*' Once get a property-owner convinced of the 
evib of water-waste, and this book will tell him 
all he waaU to know about preventing it."— 
Philadelphia Bulletin, 

** One of the best and most useful publicationa 
now before the public * * * A copy of thia 
timely publication ought to be in the hands of all 
water company and city officials and plumbers^ 
and even water consumers might read it with 
Vn&t,"— Memphis A^^eed, 

''It is worthy of close attention. Mr. Meyer 
disdoses the true spirit of the disinterested inves- 
tigator."— ^0rt^i7r</ ^r^m^ Post, 

^* As a brief, concise treatise upon this subject 
the work is of the utmost value, the author mak- 
ing no unproven assertions, but bringing the S3rs- 
tems and experiences of other cities to illustrate 
and enforce nis statements. In giving this book 
tothepuUic the author is deserving of praise a» 
a true and practical economist, whose e£forts will 
be appreciated by thinking men, if not by the 
public at \Kcgt,"~Inland A rchitect and Builder,. 
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OF 



The Sanitary Engineer. 



There are a few remaining copies of the Third Volume of 
The Sanitary Engineer. 

It is valuable, because it contains the Prize School-House Plans 
received in The Sanitary Engineer Architectural Competition of 
1880, besides a number of others selected for special mention by 
the Committee of Award. It also contains a series of papers by 
Dr. D. F. Lincoln, on Sanitary School Construction; by Robert 
Briggs, C. E., on Warming and Heating Problems ; Reports of Dr. 
Carmichael's Experiments on the Efficiency of Water-Traps to resist 
the passage of gases and germs ; a Report, with Maps and detailed 
Drawings, of the Memphis Sewerage System ; a series of articles on 
the I^English Food- Adulteration Acts, by G. W. Wigner; and on 
Arsenic in Wall-Papers, by Prof, E. S. Wood. 
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f^UR new ILLUSTRATED CATALOGUE 
\^ AND PRICE-LIST of BRASS GOODS for 
WATER WORKS is NOW READY FOR 
DISTRIBUTION. It is our intention that ALL OF 
OUR CUSTOMERS shall be PROMPTLY SUP- 
PLIED. We have commenced by sending them out with 
first package of goods. 

But in case of ANY DELA Y in receiving them, 
if our customers will kindly notify us we shall be happy 
to FOR WARD BY RE TURN MAIL. 

OUR NEXT EDITION OF PLUMBERS' SUP- 
PLIES AND TOOLS is now in press, and will be 
followed by an edition of STEAM GOODSy both of which 
we will have READY FOR DISTRIBUTION very 
soon. These will make most useful and complete BOOKS 
OF REFERENCE for the architect^ sanitary engineer, 
plumber, steam and gas fitter, and we shall be very happy 
to supply them on application. 

The United Brass Company, 

79 Fulton and 54 Gold Street, 
NEW YORK. 

August 1st, 1885. 
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nPHE undersigned manufacture Fine Plumbing 
Materials, such as are required and used in 
work where quality and not price is the considera- 
tion. Among the specialties manufactured and con- 
trolled by them may be mentioned The " Royal " 
Porcelain Baths, The " Brighton " and " Hell- 
YER ** Water-Closets, The " Model " Slop-Sinks,. 
The " Tucker " Grease-Traps, The " Doherty *' 
Self-Closing Cocks, and The " Fuller " Faucets. 

They have handsome Show-rooms in New York, 
Boston, and Chicago, where these appliances may 
be seen fitted up with water connected. A visit to 
these rooms will prove suggestive and instructive to- 
those who contemplate building, or remodeling: 
their plumbing. 

THE MEYER-SNIFFEN CO. (Limited), 

46 & 48 Cliff Street, New York. 

X Pbmbbrton Square, Boston. S. F. SNIFFEN, Prbs.. 

I Adams Street, Chicago. F. R. SMART, Texas. 
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